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Foreword 





This series.is dedicated to Electrical 
Progress—to all who have helped and 
those who may in the coming years help 
to bring further under human control 
and service to humanity this mighty 
force of the Creator. 


The Electrical Age has opened new 
problems to all connected with modern 
industry, making a thorough working 
knowledge of the fundamental princi- 
ples of applied electricity necessary. 





The author, following the popular appeal for practical 
knowledge, has prepared this progressive series for the electrical 
worker and student; for all who are seeking electrical knowledge 
as a life profession; and for those who find that there 1s a gap in 
their training and knowledge of Electricity. 


Simplicity is the keynote throughout this series. From this 
progressive step-by-step method of instruction and explanation, 
the reader can easily gain a thorough knowledge of modern 
electrical practice in line with the best information and experi- 
ence. 


The author and publishers here gratefully acknowledge the 
hearty and generous help and co-operation of all those who have 
_aided in developing this helpful series of Educators. 


The series will speak for itself and “‘those who run may read.”’ 


The Publishers. 
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IMPORTANT 


To quickly and easily find information on any subject, read 
over the general chapter headings as shown in the large type— 
this brings the reader’s attention to the general classification of 
information in this book. 


_Each chapter is progressive, so that if the reader will use the 
outline following each general chapter heading, he will readily 
come to the information desired and the page on which to 
find it. | 


Get the habit of using this Index—it will quickly reveal a 
vast mine of valuable information. 


“An hour with a book would have brought to your mind, 
The secret that took the whole year to find; 

The facts that you learned at enormous expense, 
Were all on a library shelf to commence.”’ 
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Log 
a) 
3" 


Aiea. <e. 
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ae 
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| 


| 


| 
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Vitrified clay conduit, 3,567. 

Laying vitrified clay, 3,568. 

Vitrified clay trough conduit, 3,569. 
Laying trough conduit, 3,570. 
Concrete conduits, 3,570. 

Wooden conduits, 3,571. 

Wrought iron or steel conduits, 3,572. 
Cast iron conduit, 3,573. 

Fibre conduits, 3,574. 


128 Marine Wiring...... 


Governing principles, 3,589. 
Special conditions to be met, 3,589. 
Kind of wire used, 3,589. 
Wiring methods, 3,590. 
junction boxes, 3,590. 
protective coverings, 3,990. 


129 Cable Jointing........... 


Classification of joints, 3,593. 
Importance of lead work, 3,595. 
Jointing operations, 3,596. 


Jointing 13,800 volt, 3 conductor cable, 3,596. 


Training, 3,596. : 

Cutting cable ends, 3,598. 

Ringing, 3,598. 

Scraping, 3,599. 

Removing the sheath, 3,600. 

Belling, 3,601. 

Removing insulation and shaping, 3,601. 
Cutting the fillers, 3,603. 

Spreading operation, 3,603. 

Insertion of spreader and shaping, 3,604. 


Removing half of conductor insulation, 3,604. 


Rounding, 3,605. 

Placing connectors and sweating, 3,606. 
Special bedding pliers, 3,607. 
Protective cotton tape wrapping, 3,608. 
Use of Melrose cord, 3,610. 

Penciling, 3,610. 





Curves, 3,552. 
Catenary formule, 3,554. 
Sag in spans, 3,557. 


.3,965 to 3.588 


Fibre conduit joints, 3,574. 
Insulation of fibre conduits, 3,575. 
tier by tier method,.3,576. 

_ built up method, 3,579. 
Conduit boxes or manholes, 3,582. 
Portable joint cutting machine, 3,582. 
Various manholes, 3,583. 
Drainage, 3,584. 

Pulling in the cables, 3,586. 


(wees eee ne 3,989 to 3,592 


receptacles, 3,590. 
switches, 3,590. 
Various wiring devices, 3,591. 

Voltage, 3,590. © 
Precautions, 3,591. 
Marine rules, 3,592. 


ae . 3,593 to 3,630 
Boiling out, 3,611. 

Insulating, 3,613. 

Assembling the Conducell, 3,613. 

Wiping the sleeve, 3,618. 

Testing joints, 3,618. 

Filling joint with compound, 3,619. 

110 to 240 volt half duplex joint, 3,623. 
Various secondary half duplex joints, 3,616. 
Scraping lead sheath, 3,617. 

Removing lead sheath, 3,619. 

Removing insulation, 3,619. 

Placing connector, 3,620. 

Placing collar, 3,621. 

Method of centering sleeve over Jon 3, 623. 
Fitting butterfly, 3,624. 

Application of paper pasters, 3, 624. 

Wiping the sleeve joint, 3,626. 

Pouring the compound, 3,627. 

Closing filling hole, 3,628. 

Precautions, 3,622. 
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CHAPTER 95 


USEFUL MATHEMATICS 





(for convenient reference) 


__ MATHEMATICAL SIGNS 


plus (addition) 


positive 

minus (subtraction) 

negative 

plus or minus 

minus or plus 

equals 

multiplied by 

ab ora-b=aXb 

divided by 

divided by 

square root 

cube root . 

is to, :: So is, : to (proportion) 
2:4::3:6,2isto4as 3 is to6 


ratio; divided by 


2:4, ratio of 2to4=2/, 


.. therefore 


. greater than 


less than 


(1) square 
© round 
° degrees, arc, or thermometer 
’ minutes or feet 
’’ seconds or inches 
’ 7’ 1’ accents to distinguish letters 
asa’,a”’,a’”’ 


ai a2 as Ap a, read a sub l, a sub 
b, etc. 


a”, a3, a squared, a cubed 
a”, a raised to the nth power 


at=Wa2 ar =v a3 


10°=10 to the 9th power = 
1 ,000 ,000,000 


sin @=the sine of @ 
log = logarithm 


log. or hyp log=hyperbolic logar- 
ithm | 
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() [1 {} ——parentheses, brackets, braces, vinculum; denoting that the numbers 
enclosed are to be taken together; as, (a+b)c=4+3X5=35 
% per cent tan, tangent 
A angle sec, secant 
| right angle versin, versed sine 
1 perpendicular to cot, cotangent 
sin, sine cosec, cosecant 
cos, cosine covers, co-versed sine 


A HALVES 


Y ONE yj 5 
MM 


Fics. 4,884 and 4,885.—Graphic representation of fractional parts. The figures show a rec- 
tangle ABCD, representing a unit divided into two equal parts or halves (fig. 4,884) and 
into three equal parts or thirds (fig. 4,885). Evidently the shaded section M , or one half 
is larger than the shaded section S, or one third. 












> Oo 





ONE THIRD 





Fractions.—By definition a fraction is @ quantity less than a 
unit. 

Fractions take their name and value from the number of parts 
into which the unit is divided. Thus, if the unit be divided into 
2 equal parts, one of these parts is called one-half. 
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To reduce a common fraction to its lowest terms.—Divide both 
terms by their greatest common divisor. Example: 39/52.= 3%. 


To change an improper fraction to a mixed number.—Duide the 
numerator by the denominator; the quotient is the whole number, and the 
remainder placed over the denominator is the fractton. Example: 
39 /, =98., 

To change a mixed number to an improper fraction.—Multiply the 
whole number by the denominator of the fraction; to the product add the nu- 
merator; place the sum over the denominator. Example: 1%="5/s. 


To express a whole number in the form of a fraction with a given 
denominator.—Multiply the whole number by the given denominator, and 
place the product over that denominator. Example: 13=°/s. 


To reduce a compound to a simple fraction, also to multiply: 
fractions.—Mulitply the numerators together for a new numerator and the 
denominators together for a new denominator. 


2-4 8 2.,4 8 
Examples: 3 of 379 also 3 x 3-5 
To reduce a complex to a simple fraction.—The numerator and de- 
nominator must each first be given the form of a stmple fraction; then multiply 
the numerator of the upper fraction by the denominator of the lower for the 
new numerator, and the denominator of the upper by the numerator of the 
lower for the new denominator. 


7 
Example: 13 = TH, = 56 = 5 


To divide fractions.— Reduce both to the form of simple fracttons, invert 
the divisor, and proceed as in multiplication. 


| 
NN 
| 
| 
| 
| 
| 
| 
me 
| 
C1} OO 


Example: =—-+-= = = 
i 4°4 4°5 20 
Cancellation of fractions.—In compound or multiplied fractions, 
divide any numerator and any denominator by any number which will divide 
them both without remainder, striking out the numbers thus divided and set- 
ing down the quotients in thetr stead. 


To reduce fractions to a common denominator.—Reduce cath frac- 
tion to the form of a simple fraction; then multiply each numerator by all 
the denominators except its own for the new numerator, and.all the’ de- 
nominators together for the common denominator: et. jes 
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1 3 _ 21 14 18 


Example: - —,—, — 
PIS 9°3° 7 ~ 49" 49° 42 
To add fractions.—Reduce them to a common denominator, then add 
the numerators and place their sums over the common denominator: 


. 1,3 _ 21414418 53 oy 
Example: -+- 3 -+- 7 19 a 1°* /a2 


To subtract fractions.—Reduce them to a common denominator, sub- 
tract the numerators and place the difference over the common. denom- 


inator: — 
3 7-6 | 
v | 


i 
14 14 








FE 
FIRST ORDEROR “TENTHS” (| I) 


SECOND ORDER a 
ORHUNDREDTHS” Jo a 
(Ol) THIRD ORDER OR 
“THOUSANDTHS” 
(001) 
fr 
Fics. 4,886 to 4,888.—Graphic representation of decimal fractions. Fig. 4,886, a unit divided 
into ten parts—lst order of ‘‘tenths; ’ ‘fig. 4,887, one of the ‘‘tenths’’ as LARF, divided into 


ten parts—2nd order or “‘hundredths’’; fig. 4,888, one of the ‘‘hundredths’”’ as Jarf, divided 
into ten parts—3rd order or thousandths. Similarly the process of division may 1! e con- 


tinued indefinitely. 
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Decimal Fractions or Decimals.—The word decimal means 
ten and decimal fractions are usually called simply decimals. 
In the formation of a decimal a single unit is divided into 


10, 100, 1,000 (etc.) parts, as 


fraction decimal called 
tL lL one-tenth 
10 
O1 one-hundredth 
<= 








, NUMERATE: NUMERATE: 
- UNITS, TENTHS UNITS, TENTHS 
_ = AND READ HUNDREDTHS 
EF» FIVE TENTHS AND READ 
iz £ FIVE. HUNDREDTHS 
a Ss = 
zc 
S 
oY a 





Fics. 4,889 and 4,890.—How to read decimals (jirst method). Rule.— Numerate toward the 
decimal point (untts, tenths, hundredths, etc.) numerating each order and the decimal potnt. 





NUMERATE: 


(BEGINNING WITH 
FIRST ORDER) 

TENTHS AND READ 

FIVE TENTHS 


NUMERATE: 
TENTHS, HUNDREDTHS 
AND READ 

FIVE HUNDREDTHS 


2 
A 
iG 
K 





Fics. 4,891 and 4,892.—How to read decimals (second method). Rule.— Numerate from the 


decimal point, beginning with the first order “‘tenths.”’ 
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fraction decimal called 
te 001 one thousandth 
1000 


To avoid errors give special attention to the decimal point. 
Make it big enough to be seen without a microscope. - The 
author objects to the questionable practice of placing a cipher 
on the left side of the decimal point. 

To add decimals.—Set down the figures so that the decimal points are 
one above the other, then proceed as in simple addition. 


18.75 
Example: — .012 
18.762 


MOO were 








ONE TENTH 
F 


FIGs. 4, 893 to 4,895. rie showing that annexing ciphers after a decimal does not change 
its value. In fig. 4,893, LARF, is equal to one-tenth (.1) of the large rectangle, and is equal 
to larf in fig. 4,894. If larf, be divided into 10 parts, each of these parts =one-hundredth 
(.01) of the large rectangle. Similarly if each of these parts, as /’a’r’f’, fig. 4,895, be again 
divided into 10 parts, each of the parts thus obtained =one-thousandth (.001) of the large 
rectangle. Hence .1 =.10=.100. 


To subtract decimals.—Set down the figures so that the decimal points 
are one above the other, then proceed as in simple subtraction. 
18.75 
Example:  .012 
18.738 
To multiply decimals.—Multiply as in multiplication of whole num- 
bers, then point off as many decimal places as there are in multiplier cites 
multiplicand taken together. 


Example: 1.5X.02=.030=.03. 
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To divide decimals.— Divide as in whole numbers, and point off in the 
quotient as many decimal places as those in the dividend exceed those in the 
divisor. 


Ciphers must be added to the dividend to make its decima: places at 
least equal those in the divisor, and as many more as it is desired to have 


in the quotient. 


Example: 


1.5+.25=6. 


.1+0.3 = .10000 + .3 = .3333+. 


To convert a common fraction into a decimal.—Divide the numer- 
ator by the denominator, adding to the numerator as many ciphers. prefixed 
by a decimal point as are necessary to give the number of decimal places de- 


sired 1n the result. 


Example: 


14 =1.0000-+3 = 3333+. 


Fractional Inch Decimal Equivalents 


8ths — 
= .125 
% = .250 
34 = .375 
% = .500 
6 = ,625 
2% = .750 
% = .876 
16ths 
ts = .0628. 
Ys — .1875 
fs = .3125 
vs = 4375 
Ys == .5625 
44 —= .6875 
13 = .8125 
18 = .9375 


ga == .03125 
dz = .09375 
vz == .15625 
32 == .21875 
Jy == .28125 
$4 = .34375 
33 = .40625 
3§ = .46875 
$3 = .53125 
38 = .59875 
4% = .65625 
$8 — .71875 
$3 — .78125 
$4 = .84875 
$8 = .90625 
83 = .96875 


vz = .015625 
dz = .046875 
gx = .078125 
sz == .109875 
dz =: .140625 
34 = :171875 
43 = .203125 
32 = .234875 
43 = .265625 
22 — .296875 
42 328125 
43 = .859375 
ei 390625 
i = .421875 
#2 = .453125 
84 = .484375 





33 — .515625 
83 — .546875 
8% — .578125 
22 = .609375 
$3 = .640625 
42 = .671875 
42 —..703125 
i = .734375 
$2 — .765625 
81 — .796875 
83 — .828125 
&? — .859375 
84 = .890625 
#2 = .921875 
$i — .9538125 
$2 — .984375 
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To convert a decimal into a common fraction.—Set down the decimal 
as a numerator, and place as the denominator 1 with as many ciphers annexed 
as there are decimal places in the numerator; erase the decimal point in the 
numerator and reduce the fraction thus formed to tis lowest terms. 


3333 


_~# Ly. Se, a4 1 
Examples: .25= T00 7 4; .3333 70000 12, nearly, 


Decimals of a Foot and Inches 





| 
The Metric System.—This system is based upon the decimal 
ale, hence a thorough knowledge of decimals is necessary. : 
he unit of the system is the meter and its value in inches | 
iould be remembered. | 


1 meter = 39.37079 ins. 


Units of other denominations are named by prefixing to the 
ord meer the Latin numerals for the lower denominations and 


reek numerals for the higher denominations. 
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Thus one decimeter = 1/19 of a meter; 1 millimeter =one-thousandth of 
a meter and one kilometer =one thousand meters. 


Lower denomination Higher denomination 
Deci =!/10 Decka = 10 
Centi =!/100 Hecto =100 
Milli =! /1000 Kilo =1 ,000 
Myria = 10,000 
2FT. 
“ 


a 
wu | | 
Fic. 4,896.—Two foot cube illustrating the cube of a number. 


Symbol Ry 


Roots of Numbers (Evolution).—The ‘word evolution means 
the operation of extracting a root. The root here is a factor 





=2x2x2=8 





2,910 Useful Mathematics 





repeated to produce a power. Thus in the equation 2 X 2x 2= 
8 2 is the root from which the power (8) is produced. This 
number is indicated by the symbol ~+/ called the radical sign, 
which placed over a number means that the root of the number 
is to be extracted. Thus: 


4 means that the square root of 4 is to be extracted. 


The index of the root is a small figure placed over the radical 
sign which denotes what root is to be taken. Thus V9 indicates 


the cube root of 9; “16, the fourth root of 16. When there is 
no index the radical sign alone always means the square root. 


Example:—Extract the square root of 186,624. 
18/66’24)432 
16 
83) 266 
249 


862) 1724 
1724 


From right to left point off the given number into periods of two places 
each. Begin with the last period pointed off (18). Largest square in 18 1s 
4; put this down in the quotient and the square (16) under the 18. Wnite 
down remainder (2) and bring down next period (66). Multiply 4 (in quo- 
tient) by 2 for first number of next divisor and say 8 goes into 26, three 
times. : 


Place 3 after 4 in quotient and also after 8 in the divisor. Multiply the 
83 by 3, placing product 249 under 266 and subtract obtaining remainder 17. 


Bring down last period 24 and proceed as before, obtaining 432 as the square 
root of 186,624. 


Powers of Numbers (Involution)—The word involution 
means the multiplication of a quantity by itself any number of 


times, and a power as here applied is the product arising from 
this multiplication. 


U.S. 
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WEIGHTS AND. MEASURES 
METRIC SYSTEM 


SYSTEM 


LENGTH 

{2 inches = 1 foot tt: 
3 feet = 1 yard yd. 
S\% yards or 16% 

feet = 1 rod rd. 
49 rods = 1 furlong fur. 
8 furlongs = 1 mile (statute) mi. 

Surveyor’s Long Measure 
25 links (1.) = 1i.rod rd. 
4 rods = 1 chain 


80 =chains 


1.1527 statute miles = 


3 nautical miles 


ch. 
1 mile (statute) ml. 


1 nautical mile 
= 1 league 


“AREA 


144 
' 9 square feet 
3034 square yards 


Square inches = 1 square foot sq.ft. 


1 square yard sq.yd. 
1 square rod sq.rd. 


Prefixes Meaning 

Milli- = one thousandth .001 
Centi- = one hundredth 0] 
Deci- = one tenth of 
unit = one 1. 
Deka- = ten 10, 
Hecto- = one hundred 100. 
Kilo- = one thousand 1000. 


METER for Length 


GRAM for Mass 


LITER for Capacity 
LENGTH 


10 millimeters mm. 
10 centimeters 

10 decimeters 

10 meters 

10 dekameters 

10 hectometers 


1 centimeter cm. 
decimeter dm. 
1 meter 


1 dekameter dim, 
1 hectometer hm. 
1 kilometer km. 


AREA 


100 sq. millimeters 
mm? 


100 sq. centimeters = 
100 sq. decimeters = 


100 sq. meters or 
centares = 
100 ares = 


100 hectares ad 


= 1 sq. centimeter 
Cc 


m 
1 sq. decimeter - 
dm? 


1 sq. meter or cen- 


tare , m’? 
1 are a 
1 hectare ha, 


1 sq. kilometer km? 


VOLUME or CAPACITY 


1000 cu. 
1000 cu. 
1000 cu. 


millimeters = 
centimeters= 


decimeters = 


1 cu. centimeter 
cms 
1 cu. decimeter (1 
liter) dm 
1 cu. meter 


40 square rods 1 rood 
4 roods ~1 acre A. 

640 acres 1 squaremilesq. ml. 

VOLUME or CAPACITY 

41728 cubic inches = 1 cubic foot cu.ft. 
27 cubic feet = 1 cubic yard cu.yd. 

- 128 cubic feet = Icord of wood cd. 
2434 cubic feet = 1 perch of stone ‘ 

pch. 
Liquid Measure 

4 gills = 1 pint pt. 
2 pints =i1q at. 
4 quarts = 1 gallon (231 cubic 

inches) * gal. 

31% gallons = 1 barrel bbl. 
2 barrels = 1 hogshead bhhd. 

Apothecaries’ Liquid Measure 

60 minims 1 fluid dram 
8 fluid drams = 1 fluid ounce #3 

16 fluid ounces = 1 pint 
& pints = 1 gallon cong. 

Dry Measure 

2 pints = 1 quart at. 

8 quarts = 1 peck pk. 

4 pecks = 1 bushel (2150.42 

cubic inches) bu. 
MASS (Weight) 
Troy 

24 grains = 1 pennyweight pwt. 

20 pennyweights = 1 ounce Oz. 
12 ounces = 1 pound(5760 grains) |b. 

Apothecaries’ 

20 grains = 1 scruple sc. or YO 
3 scruples = ram dr. or 3 
8 drams. = 1 ounce 
12 ounces. = 1 pound (5760 grains) lb. or tb 

Avoirdupois 
16 ounces = 1 pound (7000 grains) Ib. 

100 pounds = 1 hundredweight cwt. 

20 hundredweight = 1 ton T 
Long Ton 

16 ounces = 1 pound Ib. 

28 pounds = 1 quarter ar. 
4 quarters = 1 hundredweight | cwt. 


20 hundredweight 


or 2240 pounds = 1 long ton a 
Diamond ; 
16 parts = 1 carat grain 
4 carat grains = 1carat 


* British Imperial Gallon=277.274 Cu. ins 


1000 cu. 
1000 cu. dekametérs = 
1000 cu. 


meters = 1 cu. Cee 


km? 
1 cu. hectometer 
hm? 
1 cu. kilometer 
km? 
(As the above table is too large and 
unwieldy for ordinary purposes, the 
following is commonly used:) 


hectometer = 


10 milliliters = 1 centiliter cl. 
10 centiliters = 1 deciliter dl. 
10 deciliters = 1 liter (1 cu. deci- 

meter) l. 
10 liters = 1 dekaliter dkl 
10 dekaliters = {i hectoliter hl. 
10 hectoliters = 1 kiloliter kl. 


| MASS (Weight) 
10 milligrams mg) 1 centigram Cg. 


10 centigrams 1 decigram dg 
10 decigrams 1 gram g. 
10 grams 1dekagram dkg 


10 dekagrams 
10 hectograms 


1000 kilograms 
1 cubic centimeter of water at its greatest 
density (39.2° F = 4° C.) = 1 gram. 
i liter of water = 1 kilogram 


1 kilogram kg 
1 metric ton t 


International Carat=200 milligrams 
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1 hectogram hg | 
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Involution then is the process of raising a number to a given 
power. The “square” of a number is its second power; the 
“cube,” its third power. Thus: 


square of 2=2X 2= 4 
cube of 2=2X2X2=8 


The power to which a number is raised is indicated by a 
small “superior” figure called an “exponent.” ‘Thus: 


ROOT EXPONENT ROOT TAKEN TWO TIMES POWER 
=f K 
ae 
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Fics. 4,897 and 4,898.—Diagram illustrating why the decimal .7854 is used to find the area 
of acircle. If the square be divided into 10,000 parts or small squares, a circle having a 
diameter D, equal to a side of the large square will contain 7,854 small squares, hence, if the 
area of the large square be 1 sq. in., then the area of the circle will be 7854 +-10,000 or .7854 
sq. ins., that is, area of the circle =.7854 XD XD =.7854 X1 X1 =.7854 sq. ins 


from which it is seen that the exponent indicates the number oi 
times the number or “root”’ has been taken. 
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Circle.—By definition a plane figure bounded by a uniformly 
, curved line all points in which are at the same distance from a 
point within called the center. 

The ratio of the circumference to the diameter of a circle is 
| represented by the Greek letter « (called Pi). ~=3.1416. An 


bea. 
; approximate fraction is 7 


AXIS 


MAJOR 
L 





F 


. Fics. 4,899 and 4,900.—Curved figures. Fig. 4,899, circle; fig. 4,900, ellipse. A circlzisa 
plane figure bounded by a uniformly curved line, every point of which is equidistant from 
a point, within called the center. An ellipse is a curved figure enclosed by a curved 
line which is such that the sum of the distances between any point on the circumference and 
the two foci is invariable. ML, major axis; SF, minor axis. 


To find the length of the circumference of a circle. 


Rule.—Multiply 3.1416 by the diameter. 


Example.—Circumference of a 3 in. circle=3 X3.1416 =12.43 ins. 


To find the diameter of a circle. 


Rule.—(1) Multiply the circumference by 7 and divide by 22; 
-or (2) Divide the circumference by 3.1416. 


2,914 
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Areas and Gircumferences of Circles 


Circum- 


ference 


5.69414 


5.89049 


BORD 1D ee 


ad 


~ 


Circum- 
ference 


6.08684 


# 
4 
ve 
¥ 
‘ 
‘3 


aeNchonshcbok: 


Notion 





Circume 
ference 


15.5116 


15.7080 
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The factor .7854 (=147) is used to find the area of a circle 
:etc. Thus -to find the area of a circle: 


Rule.— Multiply the square of the diameter by .7854. 


| Fre. 4,901.—To describe an ellipse when 
the axes are given. Draw the major and 
minor axes AB and CD, at right angles, 
intersecting at E. On the center C, 
with AE, as radius, cut the axis AB, 
at F and G, the focz; insert pins through 
the axis at F and G, and loop a thread 
or cord upon them equal in length to 
the axis AB, so that when stretched it 
reaches the extremity C, of the con- 
jugate axis, as shown in dotted lines. 
Place a pencil inside the cord, as at 
H, and guiding the pencil in this way 
keeping the cord equal in tension, 
carry the pencil round the pins FG, 
and so describe the ellipse. D 





Ellipse.— By definition, a plane figure enclosed by a ‘curved 
line, as in fig. 4,900, which is such, that the sum of the distances 
between any point on the circumference and the two foci is 
invariable. The ellipse may also be defined as a conic section 
obtained by a plane cutting a cone obliquely to its axis. 


To find the circumference (approximately) of an ellipse: 


= D2+d2 
Rule.-—Multiply 3.1416 by naar D and d being the two 
axes. | 


To find the area of an ellipse: 


Rules.— Multiply the product of its semi-axes by 3.1416, or 
multiply the product of its axes by .7854, 


Circular Ring.—By definition, a plane figure bounded by the 
circumference of two concentric circles. 


To find the area of a circular ring. 
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Rule.—Take the difference between the areas of the two circles: 
or, subtract the square of the less radius from the square of the 
greater, and multiply their difference by 3.1416 (that is, 4x 147). 


Triangle.—By definition, a plane figure bounded by three line 
called sides, and having consequently three angles, as in figs. 


4,902 to 4,906. 


To find the area of a triangle: 


UNEQUAL SIDES TWO SIDES EQUAL EQUAL SIDES 






OBTUSE ANGLE 





RIGHT ANGLE 


Fics. 4,902 to 4,906.—Various triangles. A triangle is a polygon having three sides and thre } 
angles. By altering the angles and sides a great variety of triangles may be obtained. 


Rule.— Multiply the base by half the altitude. 


Square.—By definition, a four sided plane figure, whose side}; 
are equal and whose angles are right angles, as in fig. 4,907. | 
To find the area of a square: 


Rule.—Multiply the base by the height. 
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Rectangle.—By definition, 7m geometry, a parallelogram, hav- 
ing its angles right angles, as in fig. 4,908. 


To find the area of a rectangle: 
Rule.—Muliiply the base by the height. 


Parallelogram.—By definition, a figure whose opposite sides 
are parallel, as in fig. 4,910. The square and oblong are par- 










SQUARE RECTANGLE: | 






RHOMBO!ID 


RHOMBUS 






Fics. 4,907 to 4,910.—Various quadrilaterals. 1, Parallelograms. Opposite sides parallel. 
allelograms, also the other four sided figures, whose angles are 
not right angles. 

To find the area of a parallelogram: 

Rule.— Multiply base by perpendicular height. 


Trapezoid.—By definition, @ quadrilateral, two of whose sides 
are parallel and two are oblique, as in fig. 4,911 
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To find the area of a trapezoid: 


Rule.—Multiply one half of the sum of the two parallel sides 
by the perpendicular distance between them. 


. Trapezium .—By definition, a. quadrilateral having no two 
sides parallel, as in fig. 4,914. 


To find ‘the area of a — 


ee 
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Fics. 4,911 to 4,914.—Various quadrilaterals. 2. Trapezoids and trapeziums. A quadri- 
lateral is called a trapezoid if two and only two sides be parallel; a trapezium, if no two sides | 
be parallel; an isosceles trapezoid, if the legs be equal. Figs. 4,911 and 4,912 show right 
trapezoid and right trapezium respectively. 


Rule.— Draw a diagonal, dividing figure into triangles; meas- 
ure diagonal and altitudes and find area of the triangles. 


To find the area of any irregular polygon: 


Rule.— Draw diagonals dividing the figure into triangles and 
Jind the sum of the areas of these triangles. 
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Rule.— When length of side only is given, multiply the square 
of the sides by the figure for ‘“‘area side =1”’ opposite to the polygon 
in the table following. 


Table of Regular Polygons 


.433 | 1. {1.721|2.598/3.634!4.82816.181|7.694/9.366) 11.196 


et 


Le : : il ! be : ‘4 


FIGs. 4,915 to 4,917.—Various prisms 1. A, cube or equilateral parallelopipedon; B, par- 
allelopipedon; C, oblique parallelopipedon. 
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on 4,918 to Ci ie prisms 2. A, triangular prism; B, pentagonal prism C, cylin- 
er. 
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- | 
| 


Cube.—By definition a rectangular solid, measuring the same | 
lineally in the three directions of length, breadth and thickness (as 
in fig. 4,915). 

Its volume is equal to the product of the lineal measurement of each — 
dimension, hence the third power of 'a number is termed its cube, as it 


represents the product of three factors each equal to the stated number. | 
This is written @ or a cubed, as it equals gaa ora Xa X a. | 


To find the volume of a cube. 


PLANE CURVED CONSECUTIVE 
SURFACE -: _ SURFACE 





d a 7 =R 


Fics. 4,921 and 4,922.—Plane and curved surfaces. Elements of a plane surface may be 
drawn in the surface in any direction as ab, cd, ef, as in fig. 4,921. In a curved surface 
no. three consecutive elements lie in the same plane as in fig. 4,922. 





Rule.— Multiply the area of the base by the perpendicular, or | 
multiply the length, breadth and height together. 

Parallelopipedon.—By definition, a prism bounded by six. 
parallelograms, the opposite ones being parallel and equal, as in 
figs. 4,915 to 4,917. 


A cube is a parallelopipedon whose faces are all equal squares: 
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Cylinder.— By definition, a circular body’ generated by the 
rotation of a straight line around an axis and parallel to same, 
as in fig. 4,920. 


To find the cylindrical surface of a cylinder: 
Rule.—Multiply 3.1416 by the diameter and by ‘the length of 
the cylinder. 


To find the total surface of a cylinder: 
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Fics. 4,923 and 4,924.—Distinction between cylindrical and conical surfaces. Fig. 4,923, 
elements parallel; fig. 4,924, elements radial. Both surfaces being curved surfaces, no three 
consecutive elements lie in the same plane as indicated by plane LARF, passing through the 
first and third of the three consecutive elements abd, cd, and ef. 


Rule.— Add to the cylindrical surface twice the area of the base. 


To find the volume of a cylinder: 


Rule.— Multiply the area of the base by the length of the cylinder. 


Cone.—By definition, a solid figure, described by the 
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rotation of a triangle upcn one of its sides as axis, or one which | 
tapers uniformly from a circular base to a point, as in fig. 4,924. 


To find the slant area of a cone: 


Rule.—Multiply 3.1416 by diameter of base and by one-half 
the slant height. | 


To find the volume of a cone: 


Rule.—Multiply the area of the base by thé perpendicular 
height, and’ 3 of the product will be the solidity. | 


\ PHERE 
POINT OF 
CONTACT 


Fic. 4,925.— Warped surface or surface in which a straight edge can be placed tn contact only 
at a point. 





STRAIGHT 
EDGE 





Sphere.—By definition, a body whose surface has every point 
equally distant from a point within called its center, as in fig. 4,925. | 


To find the volume of a sphere: 


Rule.—Multiply .7854 by the cube of the diameter and then 
lake 2 of the product. 
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To find the volume of a segment of a sphere: 


Rule.— To three times the square of the radius of the segment’s 
base, add the square of tts height; then multiply this sum by the 
height and the product by .5236. 


a | 2 q | 


ae 4 


COTANGENT 









COSECANT 


SECANT. 





| ANGLE © COMPLEMENT 
| OF ANGLE @ 





\*1Gs. 4,926 to 4,932.—The natural trigonometrical functions each shown separately for clear- 
ness. As elsewhere stated the cos., cot., and cosec., of an angle are respectively the sine, 
tan, and sec. of the complement of the angle. 


Electrical Definitions : 
Joule.—The unit of work. It is the energy expended in one second by 
one ampere flowing against a resistance of one ohm. 


Watt.—Unit of power. It is one ampere at a pressure of one volt and 
equals one joule per second. 
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Henry (L).—Unit of induction. It is the induction in a circuit when 
the pressure induced is one volt while the inducing current varies one ampere | 
per second. 


Frequency (f).—The frequency of an alternating current circuit is the 
number of cycles through which it passes per second. 





| 
SSYMBOLS| MEANING OF SYMBOLS 


_ PRESSURE 
CURRENT = RESISTANCE | 


THAT IS 


ce — VOLTS 
AMPERES = “OHMS © 








_ PRESSURE 
RESISTANCE="O ay 
THAT 1S 


_ VOLTS 
OHMS = AMPERES 


PRESSURE = 
CURRENT X RESISTANCE 


THAT IS 
VOLTS = 
AMPERES X OHMS 











Reactance (X).—An apparent resistance of an alternating current cir- | 
l 
2rfC 


Impedance (Z).—The apparent resistance of an alternating current 


circuit, 
Z=¢/ R+X?or«!/ R4+f2anL — 1 _Y 
2rfC 


cuit due to induction and capacity. It is expressed as X =2rfL— 
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Power Factor (cos 6).—The ratio of the power to the apparent power. 


Direct Current Circuits: 
=e E=IR, R== P=watts loss=I?R 
Alternating Current Circuits: 
E 


I=7, E=IZ P=watts loss=I?R 
Single Phase: P=EI cos 6 er ae 
E cos 6 
Two Phase: P =2EI cos @ a a : 
| 2E cos 6 
| Three Phase: P=3EI cos 6 Pee 
3E cos 6 


Definitions of Mechanical Units 
Speed or Velocity.— Rate of change in position of a body with 
reference to some other body. 


Acceleration.— Rate of change in speed. It may be positive 
or negative. That is, the speed may be either increasing or 
decreasing. 


Mass.— The quantity of matter in a body. 


Force.— That which changes or tends to change a body's state 
of rest or of motion. 


Force units are defined in two ways, as follows: 1, Unit force 1s the force 


Mass 





exerted by gravity on unit mass, force= < acceleration. g=ac- 


celeration due to gravity. 2, Unit force is that force which will give unit 
acceleration to unit mass. 
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Work.—Force exerted over a distance. 
Work = force X distance = power X time. 
Energy.— The capacity for doing work. Units are the same 
as work. 


Power.— Rate at which work 1s performed. 


work 


Power = 





Mechanical Units 


Metric System. 
Speed or Velocity. 


Centimeters per second. 
Kilometers per hour. 


English System. 
Speed or Velocity. 


Feet per second. 
Miles per hour. 
Knots per hour (Marine). 


Acceleration. 


Centimeters per second per second.. 
Kilometers per hour per second. 


Acceleration. 


Feet per second per second. 
Miles per hour per second. 





Mass. Mass. 
Pounds avoirdupois. Gram. 
Pound troy. 

Force 1. Force 1. 
Pound (force). Gram. 
Poundal (very seldom used). 

Force 2. Force 2. 


Pounds x feet per sec. per sec. 


Grams Xcm. per sec. per sec. 


Poundal. Dyne. 
Work. Work. 
Foot-poundal. Erg. 

Foot-pound. Joule. 


Kilogrammeter. 
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Power. Power. 
Horse power. Metric horse power 75 kilogram- 
meters per second. 
Watt (International unit) One joule 
per second. 
Horse Power.—By definition, 33,000 foot pounds of work per 
: minute. 
To calculate horse power of an engine use the following 
{ formula: 


‘h.p. = .000004d Inp 


> in which 
h.p.=horse power 
d.=diameter of piston in inches 
/.=length of stroke in inches 
. =number of revolutions per minute 
p.=mean effective pressure in lbs. per sq. in. 


Example:—What is the horse power of a 5X6 engine running at 500 
revolutions per minute and 50 lbs. mean effective pressure? 


Substitute values in formula; disregard ciphers and decimal points and 
point off result by ‘‘sense of proportion” thus 


h.p.=4X5? 6 X500 X50 
disregard first two factors because 4*5?=100, then 
6 x 500 X50 = 150,000 or from sense of proportion 15 h.p. 


Boiler Horse Power.— The evaporation of 30 lbs. feed water 
‘ ber hour, from a feed temperature of 100° F., to steam of 70 lbs. 
: gauge pressure. 


This is equivalent to 33.305 D.t.u. per hour, or the evaporation of 


*NOTE.—For full explanation of this time saving formula see volume No. 1 of the 
+ author’s Engineers’ and Mechanics’ Guides. 
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34% lbs. of water from and at 212° 





power has two meanings in engineering: First, an absolute unit or measure of the rate of 
work, that is, of the work done in a certain definite period of time, by a source of energy, 
as a steam boiler, a waterfall, a current of air or water, or by a prime mover, as a steam 
engine, a waterwheel, or a wind-mill. The value of this unit, whenever it can be. expressed 
in ft. lbs. of energy as in the case of steam engines, water wheels and waterfalls, is 33,000 
ft. lbs. per min. In the case of boilers, where the work done, the conversion of water into 
steam, cannot be expressed in ft. lbs. of available energy, the usual value given to the term 
horse power is the evaporation of 30 lbs. of water at a temperature of 100° F. into steam 
at 70 Ibs. pressure above the atmosphere. 


Belts and Pulleys.—To calculate size of pulleys the following 
formule are used: 
D=dr+R R=dr+D 
d=DR-+r r=DR-+d 
in which 
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D =diameter of driver pulley 


d= * “driven “ 
R =revolutions per minute of driver pulley 
a : « « — « driven “ 


Thermometer Scales.—The two principal scales in use are 
the Fahrenheit scale used in the U. S. and Great Britain, and 
the Centigrade scale used in France and Germany, and in 
scientific work everywhere. 


FR = REVOLUTIONS OF DRIVER 





J’ = REVOLUTIONS OF DRIVEN 


Fic. 4,935.—Single reduction belt device illustrating the symbols used in the accompanying 
formule. 


Boiling point of water at sea level =100 degrees Centigrade. 


212 . Fahrenheit. 
Freezing point of water = 0 7 Centigrade. 


32 Fahrenheit. 
Temperature conversion formule: 
°C; xX 1.832 ="F. 
°F. —32+1.8=°C. 


Air.—By definition, @ mechanical mixture of 23% of oxygen 
by weight; 76% nitrogen and 1% argon by weight. 
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1 cu. ft. of pure air at 32° F., and at a barometric pressure of 29.92 
inches of mercury (14.7 lbs. per sq. in.) weighs .080728 lb. 


The volume of 1 lb. of air =12.387 cu. ft. 


Air expands !/493 of its volume for each increase of 1° F., and the volume 
varies inversely as the pressure. 









100 


80 BOILING POINT 
OF WATER 
75 0 
50 40 | 
25 20 
O 0 __ FREEZING POINT 


OF WATER 





CG F R 


Fics. 4,936 to 4,938—Comparative thermometer scales. 


Air liquefies at —220° F. (its critical temperature) under a pressure of 
573 Ibs. per sq. in. and boils at —312° F. 


Specific gravity of air at —312° F.= .94. 
Latent heat of air = 123 to 144 B.t.u. per Ib. 
Liquid air occupies about !/go9 of the volume of the same weight of free 


air at normal temperatures. 


Barometer.—By definition, an instrument for measuring the 
pressure of the atmosphere. 


Useful Mathematics 2,931 





Pressure of the atmosphere per square inch for various 
readings of the barometer. 


Rule.—Barometer in inches of mercury X .49116=lbs. per sq. in. 


_ Barometer Pressure Barometer | Pressure 
(ins. of mercury) | per sq..ins., lbs. [| (ins. of mercury) | per sq. ins., Ibs. 


29.921 
30.00 
30.25 
30.50 
30.75 
31.00 





The above table is based on the standard atmosphere, which by defi- 
nition = 29.921 ins. of mercury = 14.696 lbs. per sq. in. that is, 1 in. of 
mercury = 14.696 + 29.921 =.49116 lbs. per sq. in. 





MAXIMUM FREEZING BOILING 
POINT 


DENSITY POINT 

Fics. 4,939 to 4,942.—The most remarkable characteristic of water: expansion below and above 
its temperature or ‘‘point of maximum density’? 39.1° Fahr. Imagine one pound of water at 
39.1° F. placed in a cylinder having a cross sectional area of 1 sq. in. as in fig. 4,940. The 
water having a volume of 27.68 cu. ins., will fill the cylinder to a height of 27.68 ins. If the 
liquid be cooled it will expand, and at say the freezing point 32° F., will rise in the tube to 
a height of 27.7 ins., as in fig. 4,941, before freezing. Again, if the liquid in fig. 4,940 be 
heated, it will also expand and rise in the tube, and at say the botling point (for atmospheric 
pressure 212° F.), will occupy the tube to a height of 28.88 cu. ins., as in fig. 4,942. 


2,932 


BOILING 
PO 


INCHES 
OF 
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DE6.FAHR. MERGURY 


2i2 
209.55 


2035.87 
201.96 
197.75 
193.22 
188.27 
182.86 
17689 
170.06 
162.28 


15301 


191,52 


oe 
29.921 


2850 
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ABSOLUTE 
PRESSURE 
LBS. PER SQ.IN, 


15.226 
14.696 


14 


STANDARD ATMOSPHERE: 








‘Tce.—One cu. ft. of ice at 32° 
Fahr. weighs 57.5 lbs.; one Ib. of 
ice at 32° F. has a volume of 
.0174 cu. ft. or 30.067 cu. ins. 


The relative volume of ice to water 
at 32° F. is 1.0855, the expansion in 
passing into the solid state being 
8.55%. Specific gravity of ice = .922, 
water at 62° F. being 1. 


' Water.—It consists of @ com- 
bound of hydrogen and oxygen in 
the proportion of 2 parts by weight 
of hydrogen to 16 paris by weight 
of oxygen. 


Water freezes at 32° and boils at 
212° Fahr. at atmospheric pressure 
(14.7 Ibs. persq.in.). Maximum den- 
sity 39.1° and expands as heat is 
added. Weight (at 62° Fahr.) 62.4 
lbs. per cu. ft.; 814 lbs. per U.S. gal. 
(231 cu.ins.). Pressure due to head 
= 433 lbs. per sq. in. per foot static 
head. 


Steam.—A_ colorless, expan- 
sive, invisible fluid; the. vapor of 
water. 
| It is classified as wet, saturated, 

super-heated 


Steam condenses when the temper- 
ature becomes less than the boiling 
point. 


Latent heat at 212° (atmospheric 
pressure) 970.4 B.l.u. 


Fic. 4,943.—Mercurial barometer illustrating the relation between ‘‘inches of mercury’” 


boiling point and absolute pressure in lbs. per sq. in. 
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SECOND 
STATE 


WATER 








Fic. 4,944 to 4,946.—The three states: Solid, liquid and gas. The cake of ice represents a sub- 
stance in the solid state. If the temperature of the surrounding air be above the freezing point 
(32° Fahr.) the ice will gradually melt, that is to say, change its state from solid to liquid, 
this process being known as fusion. If sufficient heat be transferred to the liquid, 2¢ wll 
boil, that is to say, change its state from liquid to gas, this process being known as vapori- 
zation. Very interesting phenomena take place during these changes. The author does 
not agree with the standard method of calculating the external latent heat, or external 
work of vaporization. See his Engineers and Mechanics Guide No. 1, page 31. 


Physical Properties of Metals 


Melting Coefficient Tempt. 
Poe f Lin * | Coefficient. 
n 3 


Pounds per 
sq. Inch 


Copper, Annealed 
Copper, Hard Drawn.... 
German Silver Wire 


‘tIron, Cast 
Iron, Wrought.......... 
Lead 


S 

Steel, High Carbon 

reeled Tin 1, Lead 1.... 
in 





2,934 Useful Mathematics 


Electrical Units 


Ohm.—tThe unit of resistance, symbol R. The international standard 
ohm is represented by the resistance offered to an unvarying electric cur- 
rent by a column of mercury 106.3 centimeters long and 14.4521 grams 
mass at 0° C. 


Megohm.—One million (1,000,000) ohms. 


Ampere (1).—The unit of current. The international standard ampere 
is practically represented by the unvarying current which when passed 


Coal Unit Steam Unit 


LBS PER HOUR LBS. PER HOUR: © 
PER. HORSE POWER: PER HORSE POWER 


a 
ae, 
Ti 








al= 





Fics. 4,947 and 4,948.—Units for measuring performance of boilers and engines. The boiler 
or coal unit is stated in terms of lbs. of coal burned per hour, per horse power; the steam unit 
states the lbs. (weight) of steam used by the engine per hour per horse pawer. 


through a solution of nitrate of silver in. water, deposits silver at the rate 
of .001118 grams per second. 


Volt (E).—The unit of electric pressure. It is the pressure which 
applied to one ohm, will produce a current of one ampere. 


Coulomb (Q).—The unit of quantity. It is the quantity of electricity 
transferred by a current of one ampere in one second. 


Farad (C).—The unit of capacity. It is the capacity of a conductor 
charged to a pressure of one volt by one coulomb. 
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To convert 


Inches to mils 
Inches to millimeters 
Inches to centimeters 
Inches to meters 
Feet to centimeters 
Feet to meters 
Yards to centimeters 
Yards to meters 
Yards to kilometers 
Miles to meters 
Miles to kilometers 


To convert 


Sq. ins. to sq. mils 

Sq. ins. to circular mils 

Sq. mils to circular mils 

Circular mils to sq. mil- 
limeters 

Sq. ins. to sq. miullime- 
ters 

Sq. ins. to sq. centime- 
ters 

Sq. ft. to sq. meters 

Sq. yds. to sq. meters 


1.2732 
0005066 
645.16 
6.4516 


0929 
8361 





Equivalents 
Length 
Multiply by To convert Multiply by 
1,000. Mils to inches 001 
25.4 Millimeters to inches .03937 
2.04 Centimeters to inches 3937 
0254 Meters to inches 39.3701 
30.48 Centimeters to feet 03281 
3048 Meters to feet 3.2808 
91.44 Centimeters to yards .01094 
9144 Meters to yards 1.0936 
.0009144]| Kilometers to yards | 1,093.6 
1,609.34 Meters to miles 0006214 
1.6093 Kilometers to miles 6214 
Area 
Multiply by To convert Multiply by 
1,000,000. || Sq. mils to sq. ins. .000001 
1,273,240. || Circular mils to sq. ins.}| .0000007854 


Circular mils to sq. mils] .7854 
Sq. millimeters to cir- 


cular mils 1973.51 
Sq. millimeters to sq. 

ins. 00155 
Sq. centimeters to sq. 

ins. .155 
Sq. meters to sq. ft. 10.764 


Sq. meters to sq. yds. | 1.196 
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Equivalents— Continued 


Volume 






To convert Multiply by To convert Multiply by 


Cu. ins. to cu _ centi- Cu. centimeters to cu. 





meters 16.3862 ins. - 06103 
Cu. ins. to liters .01639 Liters to cu. ins. 61.024 
Cu. ft. to liters | 28.317 Liters to cu. ft. 03531 
U. S. bushels to bushels | Bushels (Eng.) to U. S. 

(Eng.) | 9688 hushels 1.032 
Cu. ins. to U. S. bushels .000465 || U.S. bushels to cu. ins.| 2,150.4 
Cu. ft. to U..S. bushels. .8035 || U.S. bushels to cu. ft.. 1.244 
Liters to U.S. bushels. . .02838 || U.S. bushels to liters. . 35.24 
U. S. gals. to Imperial | Imp. (Eng. gals.) to U. 

(Eng.) gals. £8336 S. gals. 1.1997 
Cu. ins. to U.S. gals... .00433 U.S. gals. to cu. ins...| 230.98 
Cu. ft. to U. S. gals....] 7.482 U.S. gals. to cu. ft.... 1336 
Liters to U.S. gals..... 2642 U.S. gals. to liters..... 3.785 

Weight 

To convert | Multiply by To convert Multiply by 
Grains to grams .0648 Grams to grains 15.432 
Ounces to grams © 28.3495 Grams to ounces 03527 
Ounces to kilograms .02835 || Kilograms to ounces 35.274 
Pounds to grams ' 453.59 Grams to pounds 002205 
Pounds to kilograms 4536 Kilograms to pounds 2.2046 
Tons (long) to tons Tons (short) to tons 

(short) 8929 (long) 1.12 
Tons (short) to kilo- Kilograms to tons 

grams 907.19 (short) 001102 
Tons (long) to kilo- Kilograms to tons 


grams 1,016.047 (long) .0009842 
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Equivalents— Continued 


Pressure 


To convert 


Lbs. per sq. in. to grams 


Multiply by}). 





To convert Multiply by 


Gr. per sq. cm. to lbs. 


per sq. cm. 70.307 per sq. in. .01422 
Lbs, per sq. in to kg. Kg. per sq. cm. to lbs. 

per sq. cm. .07031 per sq. in. 14.223 
Lbs. per sq. ft. to kg. per | Kg. per sq. meter to lbs. ° 

sq. meter 4.883 per sq. ft. .2048 
Lbs. per sq. in. to at- Atmospheres to lbs. per 

mospheres 06803 Sq. in. 14.7 
Lbs. per sq. 1n. to tons | Tons per sq. ft. to lbs. 

per sq. ft. .06429 || per sq. in. 15.556 
Tons per sq. ft. to at- Atmospheres to tons per 

mospheres 1.058 sq. ft. 945 
Tons per sq. ft. to kg. per Kg. per sq. cm. to tons 

sq. cm. 1.0937 per sq. ft. © | 9143 
Ins. of mercury to at- Atmospheres to ins. of 

mospheres 03342 mercury 29 92 

Water 





To convert Multiply by 

Cu. ft. to lbs.. 62.42 
Gals. (U. S.) to lbs. 8.34 
Gals. (Imperial) to Ibs. 10.0 
Lbs. to liters 4536 
Head (in ft.) to lbs. per 

Sq. 1n. 4330 
Head (in ft.) to tons per 

sq. ft. 02784 
Head (in meters) to Ibs. 

per sq. in. 1.4207 
Cu. ft. per min. to gals. 

(U.S.) per hr. 448 .92 


To convert Multiply by 

Lbs. to cu. ft. .01602 
Lbs. to U. S. gals. 12 
Lbs. to gals. (Imp.) 10 
Liters to lbs. 2.2046 
Lbs. per sq. in. to head 

in ft. 2.3093 
Tons per sq. ft. to head 

in ft. 35.92 
Lbs. per sq. in. to head 

in meters. £7039 
Gals. (U. S.) per hr. to 

cu. ft. per min. 002227 
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Equivalents— Continued 
Speed 
To convert Multiply by To convert 


Ft. per min. to meters 


per sec. .00508 
Ft. per sec. to meters per 

min. 18.288 
Ft. per min. to miles per 

hr. 01136 
Meters per min. to miles 

per hr. 03728 
Miles per hr. to kilome- 

ters per hr. 1.6093 
Miles per hr. to knots per 

hr. £8674 


Multiply by 


Meters per sec. to ft. per 


min. 196.848 
Meters per min. to ft. 

per sec. .05468 
Miles per hr. to ft. per 

min. 88.00 - 
Miles per hr. to meters 

per min. 26.822 
Kilometers per hr. to 

miles per hr. 6214 
Knots per hr. to miles 

per hr. 1.153 





To convert Multiply by 

Ft. lbs. to joules 1.356 
Ft. lbs. to B.t.u. .001285 
Ft. lbs. to kilogram me- 

ters 1383 
Joules to B.t.u. .000947 
Joules to gram-calories 2308 
Joules to kilogram me- 

ters .10198 
B.t.u. to watt hours .293 
Joules to ergs 10.7 





To convert Multiply by 
Joules to ft. lbs. 1375 | 
B.t.u. to ft. Ibs. 778.0 
Kg. meters to ft. Ibs. 7.233 
B.t.u. to joules 1,055.0 
Gram-calories to joules 4.186 
Kg. meters to joules 9.8117 
Watt hours to B.t.u. 3.4126 
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Equivalents— Continued 


Power 
To convert Multiply by To convert Multiply by 
Horse power to watts |*746.0 Watts to horse power 001341 
Ft. lbs. per sec. to watts} 1.356 Watts to ft. lbs. per 
Sec. L310 
ene te ee See = bi se parler h.p. to ft. lbs. per sec. 550.0 
Ft. lbs. per min. to 
rae 0226 Watts to ft. lbs. per 
min. 44.25 
Ft. lbs. per min. to h.p. .0000303 || h.p. to ft. lbs. per min.} 33,000.0 
Kilogram-meter per sec. Watts to kg. meters ; 
to watts 9.807 per sec. .1020 


*This value depends on gravitational force at different latitudes and is 
746 at latitude of London 

736 =at latitude of Berlin 

745.7 for latitude 45°. 


Miscellaneous Factors 


To convert Multiply by 
Resistance at 20° C. to resistance at 60° F................... 9827 
Resistance at 60° F.. to resistance at 20° C................... 1.0176 
Ohms per kilometer to ohms per 1000 feet.................... 3048 
Ohms per 1000 feet to ohms per kilometer.................... 3.2808 
Pounds per 1000 feet to kilograms per kilometer.............. 1.488 


Kilograms per kilometer to pounds per 1000 feet. ............. .6719 
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TEST QUESTIONS 


. Write down the various mathematical signs and ex- 


blain their meaning. 


. What is a fraction? 
. Explain how to add, subtract, multiply and divide 


fractions. 


. What is a decimal fraction? 

_ Explain fully how to figure with decimals. 

. How is a decimal converted into a common fraction? 
. What is the metric system? | 

. Extract the square root of 186,624. 

_ What is the square of 23? 

_ Why is the decimal .7854 used to find the area of a 


circle? 


. What is the value of 4r? 
. Give rules for finding the area of an ellipse and other 


figures. 


. What is the difference betwéen a rectangle and a 


parallelogram? 


. Name the various quadrilaterals. 

. What is a parallelopipedon? 

. What is a trapezium? 

. What is the difference between a plane surface and a 


curved surface? 


. Give rule for finding the area of any irregular polygon. 
_ What is the difference between a cylinder and a cone? 


120. 
. Give rule for finding volume of a sphere. - 

. Define the natural trigonometrical functions. 
. Define the various electrical units. 
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What kind of a surface has a sphere? 


. What is the equation for reactance? 

. Give an expression for impedance. 

. Solve the Ohm's law formula for E, I and R. 

. Give the definitions of various mechanical units. 
. Give two ways of defining force units. 

. What is the difference between work and power? 


. Give the various mechanical units expressed in the 


metric system. 


. Give the simplest formula for horse power of a steam 


engine. 


. Define two units of boiler horse power. 
. What is ees by the expression “from and at 


212° Fahr.”’ 


. Name the various thermometers. 

. Explain how to convert Fahr. degrees to Cent. degrees. 
. What is air? 

. What does a barometer measure and how? 

. Give the rule for converting barometer readings into 


lbs. per sq. in. 


. What is the standard atmosphere? 
. What is the most remarkable characteristic of water? 
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41. What are the three states of matter? itn De. 


42. Describe-an experiment illustrating the British ther: 
malunit. a 
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CHAPTER 96 





Distribution Systems 


There are several methods of wiring for distribution which 
are commonly used with either direct current or alternating 
current. They may be classified as: 


1. Series; 

2. Parallel; 

3. Series-parallel; 
4. Parallel-series. 


In the series systems the current is constant, but the voltage varies. 
In the parallel systems, the voltage is constant, but the current varies. 


Series System.—A series system affords the simplest ar- 
rangement of lamps, motors, or other devices supplied with 
electric energy. The connections of such a system are shown 
in fig. 4,949. 


Example:—Each open arc lamp requires about 50 volts. In the sys- 
tem shown in fig. 4,949, the pressure measured across the brushes of the 
dynamo is assumed to be 1,000 volts. As this current flows through the 
circuit 45 volts will be actually lost in each lamp, and as the drop on 
the line wire is usually about 10 per cent. of the total voltage, there will 
be a drop of 5 volts on the conductor between any two lamps. In the 
circuit shown, there are twenty lamps, therefore, the difference in pres- 
sure between either terminal of the dynamo and middle point A of the’ 
circuit will be 10 lampsx50 volts=500 volts. Likewise, the difference 
in pressure between any two points on the circuit will be equal to 50 volts 
multiplied by the number of lamps included between them. 









DYNAMO 






Fic. 4,949.—Series system of distribution. This is aconstant current system, so called because 
the current remains practically constant. It is used chiefly for series lighting. The current 
from the terminal of the dynamo passes through the lamps, L, L, L, L, one after the other 
and finally returns to the terminal. The current in the circuit remains constant, but the 
voltage falls throughout the circuit in direct proportion to the resistance, and the difference 
in pressure between any two points in the circuit is equal to the current in amperes multiplied 
by the resistance in ohms included between them. 
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Fic. 4,950.—Parallel system of distribution. This is a constant voltage system and is used : | 
principally for incandescent lighting and electric motor circuits. The general principle of — 
the parallel system is shown in the diagram. With six lamps on the circuit, each requiring | 


one-half ampere of current, at 110 volts, the dynamo will have to supply a current of 3 | 


amperes at a pressure of 112 volts, and this current will flow through the circuit and dis- 
tribute itself as shown on account of the lesser resistance of the wire relatively to that of 
the lamps. At the first lamp, the 3 amperes will divide, 4% ampere flowing through the lamp 
and the remaining 2!4 amperes passing on to the next lamp and so on through the entire 
circuit. 


NOTE.—Danger in Series Lighting.—If in fig. 4,949, the line be grounded at B, owing 
to defective insulation, the pressure of the circuit at that point will be zero, and therefore, a 
man standing on the ground could touch that point without receiving a shock, but if he should 
‘touch the line at the point C, he will receive a slight shock of 150 volts, as there are three 
lamps between the point C, and the ground connection B. Therefore, the danger of touching 
the circuit increases directly with the resistance between the point touched and the ground 
connection, so that if a man touch the circuit at the point D, he will receive a dangerous shock 
of 16 X50 =800 volts. 


| 
| 
| 


| 
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Parallel System.—Parallel or multiple systems are usually 
more complicated than series systems, but since the voltage 
can be maintained nearly constant by various methods, prac- 
tically all incandescent lamps, electric motors and other cur- 
rent consuming devices are supplied by parallel systems. 

The general principle of the parallel system is shown in fig. 4,950. In 


the figure, the reduction of pressure from 112 volts across the brushes to 
110 volts at the last lamp is due to the resistance of the conducting wires. 


VOLTMETER 
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Fic. 4,951.—Diagram of parallel circuit. It is a constant pressure circuit and is very widely 
used for lighting and power. If each lamp take say 4% ampere, the current flowing in the 
circuit will vary with the number of lamps in operation; in the above circuit with all lamps 
on, the current is 4% X5=2)'% amperes. 

] 


There are three effects due to the drop in pressure: 


1. All the lamps or motors in the circuit receive a lower 
voltage than that at the dynamo. 


2. Some lamps or motors may receive a lower voltage than 
the others. 


3. The voltage at some lamps or motors may vary when the 
others are turned on or off. 


The first is the least harmful and may be counteracted by running the 
dynamo at a little higher voltage; but the second and third are very 
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objectionable and difficult to overcome. They are counteracted successfully 
in practice, however, by various methods of regulation, the use of boosters, 
and the operation of dynamos in parallel. 

A disadvantage of the parallel system as compared with the series sys- 
tem is the greater cost of copper—larger wires must be used. The usual 
arrangement of a parallel lighting system consists of wires known as a 
feeder, run out from the station, and connected to these are other wire 
conductors known as a main to which in turn the lamps or other devices 
are connected as shown in fig. 4,952. 


The feeders may be connected at the same end of the main, 
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Fic. 4,952.—Arrangement of feeder and mains in parallel system. By locating the feeder 
at the electrical center, less copper is required for the mains. The cut does not show the 
fuses which in practice are placed at the junction of feeder and main. 


known as parallel feeding, or they may be connected at the 
opposite end of the main. called anti-parallel feeding. 
The main may be of uniform cross section throughout, or it may change 


in size so as to keep the current density approximately constant. The 
above condition gives rise to four possible combinations: 


1. Cylindrical conductors parallel feeding, fig. 4,953; 

2. Tapering conductors, parallel feeding, fig. 4,954; 

3. Cylindrical conductors, anti-parallel feeding, fig. 4,955; 
4. Tapering conductors, anti-parallel feeding, fig. 4,956. 


ye 
ee 
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Series Parallel System.—This is @ combination of the series 
and parallel systems, and is arranged as indicated in fig. 4,997. 
Several lamps are arranged in parallel to form a group, and a 
number of such sets are connected in series, asshown. 


It is not necessary for the groups to be identical, provided they are all 
adapted to take the same current in amperes, which should be kept con- 
stant, and provided the lamps of each set agree in voltage. 


S355 5008 
DODOOOG 













Fics. 4,953 to 4,956.—Various parallel systems. Fig. 4,953, cylindrical conductors parallel 
feeding; fig. 4,954, tapering conductors parallel feeding; fig. 4,955, cylindrical conductors 
anti-parallel feeding; fig. 4,956, tapering conductors anti-parallel feeding. In an anti- 
parallel system, the current is fed to the lamps from opposite ends of the system. 


Example:—On the ordinary 10 ampere arc circuit, one group might 
consist of 5 lamps, each requiring 2 amperes at 50 volts; the next might 
be composed of 10 lamps, each taking 1 ampere at 100 volts, and so on. 


Parallel-Series System.—In this method of connection, one 
or more groups of lamps are connected in series and the groups in 
parallel as shown tn fig. 4,958. 
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A series-parallel system is used when it is desired to operate 


Fic. 4,957.—Series-parallel system of dis- | 
tribution. It consists of groups of paral- | 
lel connected receptive devices, the groups | 
being arranged in the circuit in series. | 

| 
| 
| 
| 





Fic. 4,958.—Parallel-series system of distribu- 
ton. Jt consists of groups of series con- 
nected receptive devices, the groups being 
arranged in the circuit in parallel. | 





220 VOLTS © VOLTS 
eo 





2 AMPBRES 


' ER 
\ s 
N 
\ 
Ne 
. 





ALTERNATOR 


OMmi=ni= 


Fic. 4,959.—Diagram of parallel series circuit, showing fall of pressure between untts. This 
system ts very rarely used; it has the disadvantage that if a lamp filament break, the re- 
sistance of the circuit is altered and the strength of the current changed. The volt meter 
shows the fall of pressure along the line. Jt should be noted that, although the meter 
across AB, is shown as registering zero pressure, there is, strictly speaking, a slight pressure 
across AB, in amount, being that required to overcome the resistance of the conductor 
between A and B. 
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‘a number of lamps or motors on a line where voltage is several 


‘times that required to operate a single lamp or motor. 


: The parallel-series system is employed chiefly in the lighting circuit on 


electric traction lines; here, usually five 110 volt lamps are connected to 
the source of supply which has a pressure of 550 volts. 


Edison Three Wire System.—The object of this system is to 


3 25 








Fics. 4,960 to 4,962.—Evolution of the three wire system. In Figs. 4,960 and 4,961 two 
dynamos supply two independent circuits. These may be connected in series as in fig. 
4,962, thus operating the two circuits as shown with two wires instead of four. To bal- 
ance the system in case of unequal loading, a third or neutral wire is used as shown in 
fig. 4,962. 


effect a saving in copper. In figs. 4,960, and 4,961,two dynamos 
A and B, supply two independent incandescent lighting circuits, 
each circuit receiving 3 amperes of current at a pressure 
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of 110 volts. It is evident that the dynamos could be con- 
nected with each other in series, and the lamps connected in 
series with two each, as shown, thus making the two wires 
K and L, of the two independent circuits unnecessary, as the 
pressure will be increased to 220 volts while the current will 
remain at 3 amperes, and each lamp will require 14 ampere. 


The amount of copper saved will be 100 per cent., but this arrangement 
is open to the objection, that when one of the lamps is turned off, or burned 
out, its companion will also go out. This difficulty 1s avoided in the three 


XERREEH 
RREEZE 


Fic. 4,963.—Balanced three wire system. The middle conductor, known as the neutral wire, 
keeps the system balanced in case of unequal loading, that is, a current will flow through 
it, to or from the dynamos, according to the preponderance of lamps on the one side or the 
other. These current conditions are shown in fig. 4,964. 





wire system by running a third wire N, from the junction O, between the 
two dynamos, as shown in fig. 4,963, thus providing a supply or return 
conductor to any one of the lamps, and permitting any number of lamps 
to be disconnected without affecting those which remain. 


If the system be exactly balanced, no current will flow through the wire 
N, because the pressure toward the — terminal of the dynamo A, will be 
equal to the pressure from the + terminal of dynamo B, thus neutralizing 
the pressure in the wire. For this reason the middle wire of a three wire 
system is called the neutral wire, and is usually indicated by the symbol 
O, or + the latter meaning that it is positive to the first wire and negative 
to the second. 


If the system be unbalanced, a current will flow through the neutral 
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wire, to or from the dynamos, according to the preponderance of lamps 
in the upper or lower sets. 


When the number in the lower set is the greater, the current in the neutral 
wire will flow from the dynamos as shown in fig. 4,964, and toward the 
dynamos under the reverse condition. 


Modifications of the Three Wire System 


Three Wire Storage Battery System, in which a storage battery 1s 
connected between the two outside wires, and the pressure of the neutral 
wire varied to balance the system by shifting the point at which it is 
connected to the battery. 





Ste —_——— j 
Is Z ls 


Fic. 4,964.—Three wire double dynamo system having two separate windings on the same 
core and separate commutators A and B as shown. 


Three Wire Double Dynamo System, in which a double dynamo 
having two armature windings upon the same core, connected to two 


NOTE.—Copper Economy in Three Wire Systerns.—Theoretically, the size of the 
neutral wire has to be only sufficient to carry the largest current that will pass through it. 
A large margin of safety, however, is allowed in practice so that its cross section ranges from 
about one-third that of the outside line, in large central station systems, to the same as that 
of each outside line in small isolated systems. If the neutral wire be made one-half the size 
of the outside conductor, as is usually the case in feeders, the amount of copper required is 
5/16 Of that necessary for the two wire system. For mains it is customary to make all three 
conducfors the same size increasing the amount of copper to % of that required for the two 
wire system. 
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separate commutators, is used in the same manner as two separate dy- 
namos connected in series, 


Three Wire Bridge System, in which a resistance is connected across 
the two outside wires, and the neutral wire is brought to a point on the 
resistance through a movable switch. The pressures on the two sides of 
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Fic. 4,965.—Diagram showing dynamotor connections when used as an equalizer in the three 
wire system. DM dynamotor; G, dynamo side; M, motorside. Jn operation, when both 
sides of the system are balanced, there will be no current in the neutral lead N, and a small 
current will pass through the two armature windings of the dynamotor in series, both ar- 
matures acting as motors. If the load on one side of the system become larger than the 
load on the other side, there will be a greater drop in the leads connected to the overloaded 
side and consequently a lower voltage will exist over the larger load than exists over the 
smaller load. The armature winding of the dynamotor connected to the higher voltage will 
act as a dynamo, whose pressure will tend to raise the voltage of the more heavily loaded 
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Fic. 4,966.—Diagram showing connections of balancing set in three wire one dynamo system. 
The set consists of a motor and dynamo connected, and its operation is practically the same 
as a dynamotor. 
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the circuit are equalized by adjusting the arm of the switch for any change 
of load. 
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Fic. 4,967.—Diagram showing connections of balancing coil system. The dynamo used in 
this system is provided with both commutator and collector rings. In operation, on bal- 
anced load, the coils take a small alternating exciting current from the collector rings as 
any transformer does when connected to an alternating current line with its secondary open. 
When an unbalanced load comes on, the current in the neutral divides, half going to each 
coil. This enters the coil at the middle point and half flows each way through the coil and 
the slip rings into the armature winding. The unbalanced current is thus fed back directly 
into the dynamo armature continuously. 
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Fic. 4,968.—Dobrowolsky three wire system with self-induction coil. Zn operation when 
the two sides of the system are unbalanced in load, the difference in current carried in: one 
direction or the other by the neutral wire passes freely through the coil D, since the current 
is Steady, or varies slowly, and is therefore unimpeded by the self-induction. It is evident 
that the ohmic resistance of D, should be as low and its self-induction as high as possible, 
in order that the loss of energy and the difference in voltage on the two sides of the system 
shall be as small as possible under all conditions. The parts are: AA, armature winding; 
BB, commutator brushes; CC, slip ring brushes; JJ, connections of slip rings to winding; 
D, coil; O, neutral conductor. 
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Three Wire Three Brush Dynamo System, in which the neutral 
wire is connected to a third brush on the dynamo. 


Dobrowolsky Three Wire System, in which a self-induction coil is 
connected to two diametrically opposite points of the armature of an or- 
dinary dynamo. The principle of this system is illustrated in fig. 4,968. 


Three Wire Auxiliary Dynamo System, in which the neutral wire 
is connected to an auxiliary dynamo which supplies a pressure one-half 





Fic. 4,969.—Three wire compensator system. A and B, are the compensators or equalizers. 
They consist of auxiliary dynamos coupled together and connected to the system as shown. 
D, is the main dynamo, and E, a booster. Each compensator generates one-half as much 
pressure as the main dynamo D, and serves to equalize the pressure and the load, the com- 
pensator on the lightly loaded side operating as a motor and driving the other as a dynamo. 
When the system is exactly balanced, both compensators run as motors under no load, 
therefore, consume very little energy 


as great as that of the main dynamo. The auxiliary dynamo is usually 
belt driven by the main dynamo, and acts as a dynamo when the load is 
greater on the negative side of the circuit, and as a motor when the excess 
of load is on the positive side. 


Three Wire Compensator System, in which two auxiliary dynamos 
A and B called compensators or equalizers, are coupled together and con- 
nected to the system as shown itn fig. 4,969. 
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Booster System.—When a number of feeders run out from 
a station, the longest and those carrying the heaviest loads will 
have so much drop on the line that the pressure at distant 
points is too low. It is therefore necessary to raise the pressure 
to compensate for the drop and this is done by inserting a 
booster in the circuit. ; | 
\25} | 140 
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Fic. 4,970.—Diagram showing use of auxiliary bus bar. In order to avoid the necessity for 
boosters, some stations have an extra bus bar, which is kept at a higher pressure than the 
main bus, and to this are connected the feeders that have an extra large drop. 


NOTE.—Extension of the Three Wire Principle.—In order to attain still greater econ- 
Omy in copper, the principles of the three wire system may be extended to include four, five, 
six, and seven wire systems. The comparative weights of copper required by such systems 
-are as follows: 


[MWO. “Wile SYS(GIles 4.24 ass argh en we wala ye 24 eu eae ee ee eee esd 1.000 
Three “ © Jal Wires: Of €GUal Size x2 6.4 ic Sands d eed atin alee ak uw Gintens, weeeok alas & keke tes .370 
Three “ “neutral wire one-half size....... adele ate thd Bade attains Ses wes ae .313 
Four 5: “all wires of equal size... 1.2.0.0... 0. ee ee eens 222 
Five : a ot secsei a ehe edie Seen Vit natant oem. Eabak eeh ead ce ate te tote .156 
Seven “ ee oe Ue oe Rr. sie tied eecatar cere aes decode for a Made pMs-al Seas. 6 eater same .096 


*NOTE.—A booster may be defined as, a dynamo inserted in a ctrcutt at a point where it ts 
necessary to change the voltage. A booster is generally driven by a motor, the two armatures 
being directly coupled, although boosters are sometimes driven from the engine or line shaft. 
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It would not be economical to raise the voltage on all the lines by sup- 
plying current from the main dynamo at higher pressure, hence the volt- 
age 1s raised only on the lines which need it by means of the booster 
working in series with the main dynamo. 


Auxiliary Bus Bar System.—In this arrangement an extra 
bus bar which is kept at higher pressure than the main bar 1s 
used in place of a booster as shown in fig. 4,970. 

One or more dynamos maintain the pressure between the auxiliary bar 


and the common negative bar. The feeders which need boosting are 
connected to the common negative bar and the auxiliary bar as shown. 
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TEST QUESTIONS 


. Name four general systems of distribution. 
. What is the principal use for the series system? 
. Draw diagrams illustrating series and parallel sys- 


tems. 


. What is the danger incurred in series lighting? | 

. What are the names given to the parallel system? 

. Name three effects due to the drop in voltage. 

. Name a disadvantage of the parallel system as com- 


pared with the series system. 


. Draw a diagram showing one arrangement of feeder 


and mains in the parallel system. 


. What is the difference between parallel feeding and 


anti-parallel feeding? 


. What is understood by tapering conductors? 

. Define the series parallel system. 

. Draw diagrams of various parallel systems. 

. What is the difference between a series parallel system 


and a parallel series system? 


. Draw a diagram of series parallel system and parallel 


sertes System. 


. What is the principal use of the series parallel system? 
. Describe the Edison three wire system and draw dia- 


gram showing evolution of this system. 


. How much copper is saved with the three wire system? 
. Name an objection to the three wire system, especially 


on auto lighting systems. 


. Name some modifications of the three wire system. 
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20: Draw diagrams illustrating the modification of the 
three wire system. 

21. What is a booster system? 

22. How is the three wire system extended to give greater 
economy? | 

23. Describe the auxiliary bus bar system. 
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CHAPTER 97 


Effects of the 
Alternating Current 


In the case of alternating current, because of its peculiar 
behavior, there are several effects which must be considered 1n 
making wiring calculations, which do not enter into the problem 
with direct current. 

*Accordingly, in determining the size of wires, allowance must 
be made for 


. Self-induction; 

. Mutual-induction; 

. Power factor; 

. Skin effect; 

. Corona effect; 

. Foucault or eddy currents; 
. Frequency; 

. Resistance; 

. Dielectric hysteresis. 





WOON DOS Whe 


Induction.—The effect of induction, whether self-induction 
or mutual induction, is to set up a back pressure or spurious 


*NOTE.—Most of these items have already been explained at such length, that only a 
brief summary of facts need be added, to point out their connection and importance in alter- 
nating current wiring. 
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resistance, which must be considered, as it sometimes materially 
affects the calculation of circuits even in interior wiring. 


Self-induction ts the effect produced by the action of the electric current 
upon itself during variations in strength. 


Besides variations in current strength, other conditions govern the 
amount of self-induction in a circuit, such as the, shape of the circuit, 
and the character of the surrounding medium. : 
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Fics. 4,971 to 4,976.—The effect of self-induction. In a non-inductive circuit, as in fig. 
4,972, the whole of the virtual pressure is available to cause current to flow through the 
lamp filament, hence it will glow with maximum brilliancy. If an inductive coil be inserted 
in the circuit as in fig. 4,974, the reverse pressure due to self-induction will oppose the vir- 
tual pressure, hence the effective pressure (which is the difference between the virtual and 
reverse pressures), will be reduced and the current flow through the lamp diminishea, thus 
reducing the brilliancy of the illumination. The effect may be intensified to such a degree 
by interposing an iron core in the coil as in fig. 4,976, as to extinguish the lamp. 


If the circuit be straight, there will be little self-induction, but if coiled, 
the effect will become pronounced. If the surrounding medium be air, 
the self-induction 1s small, but ifit be iron, the self-induction is considerable. 


In wiring, when iron conduits are used, the wires of each circuit 
should not be installed in separate conduits, because such an ar- 
rangement would cause excessive self-induction. 
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The importance of this may be seen from the experience of one con- 
tractor, who installed feeders and mains in separate iron pipes. When 
the current was turned on, it was found that the self-induction was so 
great as to reduce the pressure to such an extent that the lamps, instead 
of giving full candle power, were barely red. This necessitated the re- 
moval of the feeders and mains and re-installing them, so that those of 
the same circuit were in the same pipe. 
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'Pic.. 4,977.—Measurement of self-induction when the frequency is known. The apparatus 


required consists of a high resistance or electrostatic a.c. volt meter, d.c. ammeter, and a 
non-inductive resistance. Connect the inductive resistance to be measured as shown, and 
close switch M, short circuiting the ammeter. Connect alternator in circuit and measure 
drop across R, and across X:. Disconnect alternator and connect battery in circuit, then 
open switch M, and vary the continuous current until the drop across R, is the same as 
with the alternating current, both measurements being made with the same volt meter; 
read ammeter, and measure drop across X;. Call the drop across X;, with. alternating 


current E, and with direct current E;, and the reading of the ammeter J. Then L= VE 
+E, +2nrfI. If the resistance X; be known, and the ammeter be suitable for use with alter- 
nating current, the switch and R, may be dispensed with. Then L = VE? —X%? +29rfl, 


where I is the value of the alternating current. The resistance of the volt meter should 
be high enough to render its current negligible as compared with that through X,. 


Mutual Induction is the effect of one alternating current cir- 


‘cult upon another. It is due to the magnetic field surrounding 
ja conductor cutting adjacent conductors and inducing back 


(pressures therein. 
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This effect as a rule in ordinary installations is negligible. 


Transpositions.—The effect of mutual induction between 
two circuits 1s proportional to the inter-linkage of the magnetic 
fluxes of the two lines. This in turn depends upon the prox- 
imity of the lines and upon the general relative arrangement 
of the conductors. . 
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Fic. 4,978 _—Transposition ‘diagram for two parallel lines consisting of two wires each. 
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Fic. 4,979.—Transposition diagram for three phase, three wire line, transposing at the ver- 


tices of an equilateral triangle. The line is originally balanced and becomes unbalanced 
in transposing, a procedure which should be resorted to only to prevent mutual tnductton. 
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Fic. 4,980.—Transposition diagram of three phase, three wire line, with center arranged in a 
straight line. 
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The inductive effect of one line upon another is equal to the 
‘algebraic sum of the fluxes due to the different conductors of 
;the first line, considered separately, which link the secondary 
_ line. 


INDUCTANCE PER MILE OF THREE PHASE CIRCUIT 





| 
Diam. Distance Self in- iam. Distance Self in- 
_ din S - din ductance L 
inches. h ‘ ; inches. henrys. 
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INDUCTANCE IN MILLIHENRIES 
PER 1000 FEET OF CONDUCTOR 


SOLID CONDUCTORS , 


Distance between centres (inches) 


3507 


3436 |. 
2523 |.2697 |. 3255 |.3365 |. 
2453 |.2627 |. .2949 |.3185 |.3295 |. 
.2382 |.2556 |. .3114 |.3224 |. 





STRANDED CONDUCTORS | 


Distance between centres (inches) 





Resistances above are for Hard-drawn Copper having a conductivity of 97.3. 
per cent. of the Internationa] Annealed Copper Standard. These resistances do 
not allow for Skin Effect. 
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The effect of mutual induction is to induce surges in the line where a 
difference of frequency exists between the two currents, and to induce 
high electrostatic charges in lines carrying little or no current, such as 
telephone lines. 


This effect may be nullified by separating the lines and by 
transposing the wires of one of the lines so that the effect pro- 
duced 1n one section is opposed by that in another. Of two 
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Fic. 4,981.—Capacity effect in single phase transmission line. The effect is the same as would 
be produced by shunting across the line at each point an infinitesimal condenser having a 

‘ Capacity equal to that of an infinitesimal length of circuit. For the purpose of calculating 
the charging current, a very simple and sufficiently accurate method is to determine the 
current taken by a condenser having a capacity equal to that of the entire line when charged 
to the pressure on the line at the generating end. 


Fic. 4,982.—Capacity effect in a three phase transmission line. It is the same as would be 
produced by shunting the line at each point by three infinitesimal condensers connected 
in star with the neutral point grounded, the capacity. of each condenser being twice that 
of a condenser of infinitesimal length formed by any twoof the wires. The effect of capacity 
on the regulation and efficiency of the line can be determined with sufficient accuracy in 
most cases by considering the line shunted at each end by three condensers connected in 
star, the capacity of each condenser being equal to that formed by any two wires of the 
line. An approximate value for the charging current’ per wire is the current required to 
charge a condenser, equal in capacity to that of any two of the wires, to the pressure at 
the generating end of the line between any one wire and the neutral point. 


‘parallel lines consisting of two wires each, one may be trans- 
posed to neutralize the mutual inductance. 
Fig. 4,978 shows this method. The length L’, should be an even factor 


of L, so that to every section of the line transposed there corresponds an 
Opposing section. : 


The self-inductance of lines is readily calculated from the following 
formula: ‘ay. deading eet 
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L= .000558 { 2.303 log (2 A+d)+.25; per mile of circuit where 


L =inductance of a loop of a three phase circuit in henrys. 
NOTE.—The inductance of a complete single phase circuit =L K2 + ¥ 3. 


CAPACITY IN MICRO-FARADS PER MILE OF CIRCUIT FOR 
THREE PHASE SYSTEM 


Distance eapeaty 
Ain ; in 
inches. jmicro-farads 


.0226 
0204 
.01922 
.01474 


.0218 

.01992 
.01876 
.01638 


0124 
01946 
01832. 
01604 


.02078 
.01898 
-01642 
-01570 


.02022 
-01952 
-01748 
.0154 


.01972 
,01818 
.01710 
01510 


.01938 
.01766 
.01672 
.01480 
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A =distance between wires; 
d=diameter of wire. 


Capacity.—In any given system of electrical conductors, a 
pressure difference between two of them corresponds to the 
presence of a quantity of electricity in each. With the same 
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Fics. 4,983 to 4,986.—Triangles for obtaining graphically, impedance, impressed pressure, 
etc., in alternating current circuits. For a full explanation of this method the reader is 
referred to Vol. 4, Chapter 48, on Alternating Current Diagrams. A thorough study of 
this chapter is recommended. 


charges, the difference of pressure may be varied by varying 
the geometrical arrangement and magnitudes and also by intro- 
ducing various dielectrics. The constant connecting the charge 
and the resulting pressure is called the capacity of the system. 


All circuits have a certain capacity because each conductor acts like 
the plate of a condenser, and the insulating medium acts as the dielectric. 
The capacity depends upon the insulation. 


For a given grade of insulation, the capacity 1s proportional to the sur- 
face of the conductors, and inversely to the distance between them. 
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INDUCTIVE REACTANCE IN OHMS 


PER 1000 FEET OF CONDUCTOR 


SOLID CONDUCTORS FREQUENCY 60 CYCLES PER SECOND 


Distance between centres (inches) 


-14025 |.14685 |.15198 |.15612 |. -16785 |.17203 
-13493 |.14153 |.14666 |.15080 |. .16253 |.16671 
12961 |.13621 |.14134 |.14548 |. -15721 |.16139 
12429 |,13089 |.13602 |.14016 |. -15189 |.15607 
-11897 |.12557 | 13070 |.13484 |.13842 |.14657 |.15075 
{.11631 |.12291 |.12804 |.13218 |. -14391 |.14809 
-11365 |.12025 |.12538 |.12952 |. -14125 |.14543 
-11099 ,.11759 |.12272 |.12686 |. 13859 |.14277 
-10833 |.11493 |.12006 |.12420 |. .13593 |.14011 
-10571 |.11227 |.11740 |.12154 |. -13327 |.13745 
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STRANDED CONDUCTORS FREQUENCY 60 CYCLES PER SECOND 


Distance between centres (inches) 


lar | ¢ 9 122 | 18 | 24 30 36 


























600,000].0696| .0790| .0855| .0948| .1014| .1065| .1107| 1143] .1225| .1267 
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INDUCTIVE REACTANCE IN OHMS 
PER 1000 FEET OF CONDUCTOR 


SOLID CONDUCTORS FREQUENCY 25 CYCLES PER SECOND 


Distance between centres (inches) 


06507 |.06657 |. 
06285 |.06435 |. 
06063 |.06213 |. 
05841 |.05991 |. 
05619 |.05769 |. 
.05508 |.05658 |. 
05397 |.05547 |. 
05286 |.05436 |. 
05175 |.05325 |. 
05064 |.05214 |. 

















_ STRANDED CONDUCTORS FREQUENCY 25 CYCLES PER SECOND 
Size Distance between centres (inches) 
Circu- 
lar 
Mils 6 9 12 18 24 30 36 42 60 72 
inetoa einai Da Ne a SE, Sanaa Re 





4 B.&S.|.0409 |.0448 |.0476 |.0514 |.0542 |.0563 |.0580 |.0595 |.0629 |.0647 
2 ** 1.0887 |.0426 |.0454 |.0492 |.0520 |.0541 |. : ‘ 

‘¢ |.0375 |.0414 |.0442 |.0480 |.0508 |.0529 |.0546 |.0561 |.0595 |.0613 
1/0 ** {.0864 |.0403 |.0431 |.0469 /.0497 |.0518 |.0535 |.0550 |.0584 |.0602 
2/0 ‘* |.0353 |.0392 |.0420 |.0458 |.0486 |.0507 |.0524 |.0539 |.0573 |.0591 
3/0 ** |.0342 |.0381 |.0409 |.0447 |.0475 |.0496 : 

4/0 ** {.0331 |.0370 |.0898 |.0436 |.0464 |.0485 
50,000 |.03823 {.0362 |.03890 |.0428 |.0456 |.0477 
300,000 |.0314 |.0353 |.0381 |.0419 |.0447 |.0468 
50,000 |.0307 |.0346 |.0874 |.0412 |.0440 |.0461 
400,000 /.0301 |.0340 |.0868 |.0406 |.0434 |.0455 
450,000 |.0295 |.03384 |.0362 |.0400 |.0428 |.0449 
500,000 |.0290 |.03829 |.0357 |.0395 |.0423 |.0444 
{ 


0494 |.0509 |.0543 |.0561 
0485 |.0500 |.0534 |.0552 
0478 |.0493 |.0527 |.0545 
0472 |.0487 |.0521 |.0539 
0466 |.0481 |.0515 |.05338 
0461 |.0476 |.0510 /.0528 
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A three phase three wire transmission line spaced at the corners of an 
equilateral triangle as regards capacity acts precisely as though the neutral 
line were situated at the center of the triangle. 


The capacity of circuits is readily calculated by applying the following formule: 


38.83 se 1073 
C= Tog (D +d) per mile, insulated cable with lead sheath; 


38.83 X 1073 


C= log (4h +d) per mile, single conductor with earth return; 


19.42 1078 
= log (2A +d) per mile of parallel conductors forming metallic circuit; 
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Fic. 4,987.—Curves showing charging current in line containing capacity. If an alternating 
voltage be impressed upon the terminals of a circuit containing capacitance, the charging 
current will vary directly with the impressed voltage. There is current to the condenser 
during rising and from the condenser during decreasing voltage. Thus the condenser is 


charged and then discharged in the opposite direction during the next alternation, making | 


two complete charges and discharges for each cycle of impressed voltage. As long as the | 
voltage at the terminals is changing, the condenser will continue to receive or give out 


current. 
in which 
C =Capacity in micro-farads; for a metallic D =Inside diameter of lead sheath; 
circuit, C =capacity between wires d, = Diameter of conductor; 
sc =Specific inductive capacity of insulating h =Distance of conductors above ground; | 
naterial; = 1 for arc, and 2.25 to 3.7 A =Distance between wires. | 
for rubber; 


Frequency.—The number of cycles per second, or the fre- 
quency, has a direct effect upon the inductance reactance in an 
alternating current circuit, as is plainly seen from the formula 


A; =2nfL 
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In the case of a transmission line alone; the lower frequencies 
are the more desirable, in that they tend to reduce the induct- 
ance drop and charging current. : 


The inductance drop is proportional to the frequency. 
The natural period of a line, with distributed inductance 


and capacity, is approximately given by 


7,900 
eae 





where L, is the total inductance in milli-henrys, and C, the 
total capacity in micro-farads. Accordingly some lower odd 
harmonic of the impressed frequency may be present which 
corresponds with the natural period of the line. When this 
obtains, oscillations of dangerous magnitude may occur. Such 
coincidences are less likely with the lower harmonics than 
with the higher. 


This 1s due to the fact that the inductance of the center 
strands is greater than that of the outer strands. In conse- 
quence of this effect the resistance of the conductor to an 
alternating current is greater than its resistance to a continuous 
current. This increase in resistance 1s nearly proportional to 
the area of conductor and the frequency. 


To reduce the skin effect, large cables are often constructed 
with a core of hemp or other insulating material. 


Skin Effect.—In a conductor carrying alternating current, 
the current tends to flow near the circumference rather than through 
the center of the conductor. This 1s called skin effect. 
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The following table shows the diameters of hemp cores used 
to reduce the skin effect on large stranded conductors for a 
frequency of 60 cycles per second. 


Hemp Core Table 


(According to American Electrical Works) 


Size of -Diam. of Number of | 
Conductor Hemp Core Wires 
Circular Mils ( ) in strand 


500,000 
600,000 
700,000 
750,000 
800,000 
900,000 
1,000,000 
1,250,000 
1,500,000 
1,750,000 
2,000,000 





The current carrying capacity of these cables is rather greater than that 
of ordinary stranded cables due to the increased radiating surface. 


Skin effect may be neglected at frequencies of 60 or less with conductors 
having a diameter not greater than 0000 B. & 5. gauge. 


It becomes more pronounced at higher frequencies, because the self- 
induced voltage is proportional to the frequency as well as to the total flux 
linked. 


NOTE.—A current induced in a conductor builds up from the surface, and an appreciahle 
period of time is required for the current to penetrate to the interior portions of the conductor. 
If the frequency be high, the central portion of large conductors may contribute nothing to 
the conducting powers of the conductor. This is equivalent to increasing the resistance of 
the conductor, or in effect the conductor will have a spurious resistance which will be greater 
than its real resistance. The effect 1s much greater in iron than in copper, owing to the high 
magnetic permeability of iron. It also increases directly with the frequency of alternations. 
With the two standard frequencies now being used, 25 and 60, the skin effect in copper does 
not become appreciable until a diameter of conductor of about three quarters of an inch has 
been reached. In distribution systems which conduct heavy currents of high frequency, 
the conductor wires may be built up into cables about a hemp core, thus offering a greater 
amount of surface by placing the copper where it wili do the greatest service without increasing 
its weight. 
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Approximate values of the effective resistance of straight 
copper conductors at 68° F. can be obtained by multiplying 
the actual ohmic resistance by factors given in the following 
table. | 


Factors to Obtain Effective Resistance from 
Ohmic Resistance 


Frequency 





To calculate skin effect, zis area in circular mils multiplied 
by the frequency gives the ratio of the wire’s ohmic resistance to 
1ts combined resistance. 


That is to say, the factor thus obtained multiplied by the resistance 
of the wire to direct current, will give its combined resistance or resistance 
to alternating current. 


The following table gives these ratio factors for large conductors. 


RATIO FACTOR FOR COMBINED RESISTANCE 


Circuldr mils X | Circular mils xX | 


freqiiency frequency Factor 


10,000,000 80,000,000 
20,000,000 | 90,000,000 


100,000,000 

125,000,000 

| ; 150,000,000 

60,000,000 ‘ 175,000,000 
70,000,000 ; 200,000,000 
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Foucault or Eddy Currents.—These may be induced in the 
conductor itself, or in the lead sheathing or in the steel armor. 
wires by the rapidly changing alternating magnetic fiux. 


Foucault currents are produced at the expense of energy supplied the 
conductor, and they are dissipated in the form of heat. This loss would 
be much greater in single conductor cables carrying alternating current 
than in two conductor or three conductor cables, in which the outer re- 
sultant magnetic field should be very small. 


Placing a single conductor alternating current cable in an iron conduit 
would very greatly increase the energy loss, and for that reason it is seldom : 
done. This loss will be greater in solid conductors than in stranded con- | 
ductors of equal section, and it will increase with thickness of lead sheath | : 
and with the diameter of the armor wires. . 2 


Corona Effect.—When: two wires, having a great difference : 
of pressure are placed near each other, a certain phenomenon 
occurs, called the corona effect. 

If the spacing or distance between the wires be small and 
the difference of pressure in the wires very great, a continuous 
passage of energy takes place through the dielectric or atmos- 
phere. The amount of this energy may be an appreciable per- 
centage of the power:transmitted. Therefore in laying out 
high pressure transmission lines, this effect must be considered 
in the spacing of the wires. 


<4 Gis. a or ere: nme meer 
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The corona effect manifests itself as a bluish luminous envelope at night 
and is audible as a hissing sound. 


The critical voltage is that voltage at which the corona effect loss takes 
place. The critical voltage depends upon the radius of the wires, the opie 
ing and the atmospheric conditions. * | 


The critical voltage increases with both the diameter of the wires, or I> 
the spacing. 


*NOTE.—Fog, sleet, rain and snow storms lower the critical voltage. The effect of snow ! 
is greater than other weather conditions. Increase in temperature or decrease in barometric )i: 
pressure lowers the voltage at which visual corona starts. 
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The losses due to corona effect increase very rapidly with increasing 
pressure beyond the critical voltage. 


Spacing of Wires.— Wires should be so spaced as #o lessen the 


‘tendency to leakage and to prevent the wires swinging together or 
‘against towers. 


The spacing should be only sufficient for safety, since increased spacing 
increases the self-induction of the line, and while it lessens the capacity, 
it does so only in a slight degree. 


The following spacing is in accordance with average practice. 


Spacing for Various Voltages 





Volts _ Spacing | Volts Spacing Volts) Spacing» 
5,000 | 28ins. -| 45,000 60ins, | 90,000 | 96 ins. 

15,000 40 ins. 60,000 60 ins. | 105,000: 108 ins. 

30,000 48 ins. 75,000. 84ins || 120,000 - 120.ins, | 


y, 


Dielectric Hysteresis.—This loss in the insulating material 
is somewhat similar to the magnetic hysteresis loss in tron. 

A dielectric is a poorly conducting material used for insulating 
conductors, through which voltage establishes a molecular strain 
or an electrostatic field of flux. 


The total dielectric loss is due to the sum of a direct I?R, leakage of 


current through the dielectric and to the dielectric hysteresis loss, which 
is thought to be a function of the insulation resistance, varying inversely. 


The hysteresis loss in the dielectric of*a cable is constant 
and: independent of load. 


It increases with voltage, with the length of cable and with frequency. 
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It may be lessened by in- | 
creasing the thickness of the | 
dielectric, by using a dielectric | 
of low specific inductive capa- | 
city and by working at low | 
voltage and low frequency. 
The loss is thought to be negli- 
gible in direct current systems 
and in low voltage alternating 
current distribution systems. 


The car and loco- 





being resisted by the flanges of 


While the amount of heat de- 
veloped under ordinary service 
conditions by any one of the 
last three mentioned causes 
would probably be small, yet 
the aggregate amount tends to 
increase the temperature of the 
conductor, which increases its 
resistance, reduces its carrying 
capacity and shortens the life of 
the insulation. 
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Te 
e imaginary lines AC and BC, drawn respectively parallel and at 


tively the useful and no energy (wattless) components; that is to 
only part of it, AC, is useful in propelling the car, the other com- 


, inclined at anangle ¢. Now, if the length AB, be taken to represent 


i Power Factor. — When 
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the current falls out of step 
with the pressure, as on in- 
ductive loads, the power 
factor becomes less than 
unity, and the effect is to 
increase the current re- 
quired for a given load. Ac- 
cordingly, this must be con- 
sidered in calculating the 
size of the wires. As has 
been explained, the current 
flowing in an alternating 
current circuit, as measured 


, as exemplified by a locomotive ‘‘poling”’ a car off a siding. 
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BC, being wasted in tending to push the car off the track at right angles to the rails, 


right angles to the direction of motion will represent respec 
the outer wheels. 


motive are shown moving in parallel, and the pole AB 
the pressure exerted on the pole by the locomotive, then th 
say, if the pressure AB, be applied to the car at an angle ¢, 


Fic. 4,988—Mechanical analogy of power factor 
ponent, 
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by an ammeter, can be resolved into two components, represent- 
ing respectively the active component and the wattless com- 
ponent or idle current, as shown in fig. 4,989.* 


With inductive loads, the heating of the wires depends on the apparent 
current as represented by the hypothenuse of the triangle in fig. 4,989. 


The Three Circuits.—The transmission of alternating cur- 
rent power involves three separate circuits, one of which 1s 









WATTLESS COMPONENT 
REACTANCE VOLTS 





RESISTANCE VOLTS 


ACTIVE COMPONENT 


Fic. 4,989.—Diagram showing that the apparent current is more than the active current 
the excess depending upon the angle of phase difference. 


Fic. 4,990.—Diagram showing components of impedance volts. Compare this diagram with 
figs. 4,983 and 4,986, and note that the term ‘‘reactance’’ is the difference between the 
inductance drop and the capacity drop if the circuit contain capacity, for instance, if in- 
ductance drop be 10 volts and capacity drop be 7 volts then reactance =10 —7 =3 volts. 


composed of the wires forming the transmission line, while the 
others lie in the medium surrounding the wires. The constants 
of these circuits are interdependent; although any one may vary 
greatly from the others in magnitude. t 


TNOTE.—For a further description of these circuits see ‘“‘Alternating Currents’? by Prof. 
Carl E. Magnusson. 

NOTE.—Besides power factor, the efficiency of the motor, and the heavy starting cur- 
rent should be considered in wilg calculations. The product of the efficiency of the motor 
multiplied by the power factor gives theapparent effictency, which governs the size of the wires, 
apparatus, etc., necessary to feed the motors. Allowance should be made for the heavy 
starting current required for some motors to avoid undue drop. 

*NOTE.—Power factor has been explained so thoroughly in earlier chapters that it is 
unnecessary to go into the subject further here. 
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COMBINED DIELECTRIC AND MAGNETIC CiRCUITS 


ELECTRIC CIRCUIT 


Fics. 4,991 to 4,995.—The three circuits. 
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There is first the electric circuit through the conductors. Then since 
all magnetic and dielectric lines of force are closed upon themselves forming 
complete circuits there is a magnetic and a dielectric circuit. The magnetic 
circuit consists of magnetic lines of force encircling the current carrying 
conductors and the dielectric circuit, the dielectric lines of force terminating 
in the current carrying conductors. These circuits are shown in figs. 


4,991 to 4,995. 


-The accompanying table gives a comparison of the three 
circuits’ 


The Three Circuits 












The electric circuit 





The magnetic circuit Tne dielectric circuit 





Magnetic flux ¢ Dielectric flux y_ 
Magnetomotive force F = ni} Electromotive force E = Q/C 
Magnetic energy Dielectric energy 


Current I | 
| Voltage BE. - RI. 
| Electric power 









| Resistivity. | Reluctivity Elastivity 1/K 
Reluctance R | Elastance S 





Resistance R= W/I? Inductance L = o/i Capacitance C = y/E 
foot . ‘Reactance t = wL — 1/wl 
{Impedance 2 = V1? + 22 Ss 







Conduttivity + Permeability » = B/H | Permittivity K 
= W/E?| Permeance M = ¢$/4«F | Permittance 
Conductance | (Capacitance) C 
| g=7/22 - : ‘Susceptance b = 2/2z? 
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NOTE.—Twisting or spiraling of the strands of a stranded conductor causes an increase 
of reststance to alternating current as compared with an unspiraled conductor but tests have 
also shown that the jncrease due to spirality effect is negligible within the limits of frequency 
and conductor sizes used in overhead transmission circuits. 


NOTE.—Spiraling of the strands of a cable and spiraling of the conductors of a three 
conductor cable tend to increase the inductance. It is difficult to calculate the effect of spiraling 
for the various cases, but it may be considered negligible for high tension aerial transmission 
Circuits using non-magnetic conductors. | 
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NOTE.—Corona, manifesting its presence visually by an electrostatic glow or luminous 
discharges, and audibly by a hissing sound, was clearly observed and studied in connection 
with electrostatic machines. It did not become a serious factor to be considered in connec- 
tion with the design of commercial electrical apparatus until the increasing generator and 
transmission voltage emphasized its 1mportance. 


NOTE.—Although it is usual to think of corona effect only in connection with high 
voltage transmission lines, it has received not a little thought of late by the designers of high 
voltage alternators and motors, notably large, high voltage turbo alternators. By effectively 
insulating the portion of the conductor embedded in the iron of the armatures of alternating 
current machines, particularly with mica, punctures to ground due to corona effect are not 
likely to occur. However, at the ends of the armature coils (where it is difficult to employ 
mica for insulating) where air is partially depended upon as an insulating medium between 
coils and ground, corona may appear. The presence of these corona stresses results in dis- 
integrating and weakening some kinds of insulating materials, causing them to break down 
after a period of service. This deterioration of insulation may be due to local heating, me- 
chanical vibration or chemical formations in the overstressed air, such as ozone, nitric acid, etc. 


NOTE.—AHigher voltages are being chosen as an economic means for reducing loss in 
transmission. These higher voltages may result in corona loss far in excess of the saving in 
transmission loss due to the adoption of the higher voltages. It is, therefore, pertinent that 
particular consideration be given to the limitation of corona loss when the choice of con- 
ductors is made. This consideration will sometimes make it desirable to take advantage of 
the higher critical voltage limits of aluminum conductors (with steel reinforced centers) of 
an equivalent resistance, due to their greater diameter; or 1t may be desirable to obtain the 
necessary larger diameter by the use of copper conductors having some form of insulating 
centers or, for still larger diameters, of aluminum conductors having such centers, in order to 
avoid skin effect. The use of copper conductors having hemp centers has in some instances 
given mechanical trouble. 


NOTE.—The critical voltage at which corona becomes manifest, is not constant for a 
given line, but is somewhat dependent upon atmospheric conditions. Assuming a line em- 
ploying conductors just within the critical voltage limitations for the conditions to be met, 
the corona loss in such a line would be almost negligible during fair weather, but during stormy 
weather (particularly during snow storms) this corona loss would be many times what it is 


during fair weather. On the other hand, since the storm will usually not appear over the | 
whole length of lines at the same time and since storms occur only at intervals, it may often | 
be economical to allow this loss to reach fairly high values during storms. Fog, sleet, rain | 


and snow storms lower the critical voltage and increase the losses. 


_NOTE.—The critical voltage increases with both the ‘diameter of conductors and their 
distance apart. This sometimes makes it desirable to use aluminum conductors. 


NOTE.—The losses due to corona increase very rapidly with increase tn voltage after the 
critical voltage has been reached. 


NOTE.—A long transmission line having considerable capacitance may deliver a higher 
voltage than appears at the alternator end of the line due to capacttance effect. 


i) 
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TEST QUESTIONS 


Name nine items for which allowance must be made 
in determining the size of wires for a.c. circuits. 


. What is the effect of induction? 
. What is the difference between self induction and 


mutual induction? 


. When iron conduits are used, how should the wires 


of each circuit be installed? 


. What is done to counteract the effects of mutual in- 


duction? 


. Draw diagrams of transpositions for single, two and 


three phase circuits. 


. Describe the effect of mutual induction on various 


circutts. 


. Define capacity. 
. Draw diagrams illustrating capacity effect in single 


phase and three phase circuits. 


. Explain the graphic method of obtaining impedance, 


impressed pressure, etc., in a.c. circuits. 


. Do all circuits have capacity? 

. Define frequency. 

. What is skin effect? 

. What is done to reduce skin effect? 


How does a current induced in a conductor build up? 


. Is skin effect more pronounced for low frequency or 


for high frequency? 


. Explain how to calculate skin effect. 
. What are Foucault or eddy currents? 


How are Foucault currents produced? 
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20. What is understood by corona effect? 

21. How should the wires be spaced to lessen the tendency 
to leakage? 

22. What is dielectric hysteresis? 

23. Give a mechanical analogy of power factor. 
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CHAPTER 98. 


Alternating Current 
Systems 


A. classification of the various alternating current systems, 
to be comprehensive, should be made according to several 
points of view, as follows: 


1. With respect to the arrangement of the circuit, as 


a. Series; 

b. Parallel; 

c. Series parallel; 
d. Parallel series. 


2. With respect to transformation, as 


a. Non-transformer;- 
b. Transformer. 


3. With respect to the mode of transmitting the energy, as 


a. Constant pressure; 
b. Constant current. 


4, With respect to the kind of current, as 


‘ two wire; 
a. Single phase ade wire: 


b. Monocyclic 


three wire; 
four wire; 


<c. Two phase 
five wire; 


2,984 Alternating Current Systems 


three wire; 
four wire; 
six wire; 
d. Three phase star connection; 
delta connection; 
sta delta connection; 
delta star connection; ; 


ee more than 
three phases; 


e. Multi-phase 


CONS TANT 
S 
CURRENT = 
PARALLEL 
CONSTANT — 
PRESSURE 
CONSTANT ae 
CURRENT PARALLEL 






CONSTANT 
PRESSURE 


PARALLEL 
SERIES 






B 
Fics. 4,996 to 4,999.—Various forms of circuit. These well-known forms of circuit are used 
in both alternating and direct current systems. 


Alternating Current Systems 2,985 


5. With respect to transmission and distribution, as 


. Frequency changing; 
. Phase changing; 

. Converter; 

. Rectifier. 


RO SQ 


Transformer Systems.—Nearly all alternating current sys- 
tems are transformer systems, since the chief feature of alter- 
nating current is the ease with which it may be transformed 










PHASE LINE 


INDIVIDUAL ed ES 


Fic. 5,000.—Diagram of transformer system with individual transformers. The efficiency is 
low, but such a method of distribution is necessary in sparsely settled or rural districts. 






ALTERNATOR 


from one pressure to another. Accordingly, considerable econ- 
omy in copper may be effected by transmitting the current at 
high pressure, especially if the distance be great, and by means 
of step down transformers; reducing the voltage at points where 
the current is used or distributed. 

There are numerous transformer systems and they may be 
classed broadly as those employing 


1. Step down transformers. 
2. Step up and step down transformers. 


With respect to the step down transformers, there are two 
arrangements: 
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1. Individual transformers; 
2. One transformer for several customers. 


Individual transformers, that is, a separate transformer for 
each customer is necessary 1n rural districts where the inter- 
vening distances are great as shown in fig. 5,000. 


An objection to this method is that it requires the use of small trans- 
formers which are necessarily less efficient and more expensive per kilo- 
watt than large transformers. The transformer must be built to carry, 
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Fic. 5,001 .-—Diagram of transformer system with one transformer located at a distribution 
center and supplying several customers as A, B, and C. Such arrangement is considerably 
more efficient than that shown in fig. 5,000, as explained in the accompanying text. 





within its overload capacity, all the lamps installed by the customer, 
since all may be used occasionally. 


The efficiency may be improved by placing one large transformer at a 
distribution center, to supply several customers, as in fig. 5,091, if the 
several customers be located close together. 


For long distance transmission it is customary to use step up 
and step down transformers as in fig. 5,002 to effect, as must 


NOTE.—Economy with one large transformer for several customers.—Less trans- 
former capacity is required because wilh several customers supplied from one transformer it 
is extremely improbable that all the customers will burn all their lamps at the same time. It 
is therefore unnecessary to install a transformer capable of operating the full load, as is nec- 
essary with individual transformers. Moreover, one large transformer is more efficient than 
a multiplicity of small transformers, because the core loss is less. 
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be evident, a saving in copper. This saving is partly offset by 
the cost of the transformers as well as by transformer losses 
and the higher insulation requirements. 


Single Phase Systems.—There are various arrangements for 
transmission and distribution classed as single phase systems. 


Thus, single phase current may be conveyed to the various receiving 
units by the well known circuit arrangements known as series, parallel, 
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Fic. 5,002.—Diagram illustrating the use of step up and step down transformers on long dis- 
tance transmission lines. The saving in copper is considerable by employing extra high 
voltages on lines of moderate or great length as indicated by the relative sizes of wire. 


series parallel, parallel series, connections previously described and illus- 
trated in figs. 4,996 to 4,999. 


Again single phase current may be transmitted by two wires and dis- 
tributed by three wires. This is done in several ways, the simplest being 


shown in fig. 5,003. 


This method of treating the neutral wire is only permissible where 
there is very little unbalancing, that is, where the load is kept practically 
the same on both sides of the neutral. 


With the three wire distribution the pressure at the alter- 
nator can be doubled, which means, for a given number of 
lamps, that the current is reduced to half, the permissible drop 
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may be doubled, the resistance of the wires quadrupled, and 
their cost reduced nearly 75 per cent. 


To allow for unbalancing in the three wire circuit A, fig. 5,003, an auto- 
transformer, sometimes called ‘‘balance coil,’’ should be used as at B. This 
is a very desirable method of balancing when the ratio of transformation 
is not too large. 


The system shown in fig. 5,003 is suitable for short distance transmis- 
sion, as for instance, in the case of an isolated plant because of the low 
pressure at which the current is generated. 


The standard voltages of low pressure alternators are 400, 480, and 600 
volts. 
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Fic. 5,003.—Diagram illustrating single phase two wire transmission and three wire distribu- 
tion. The simplified three wire arrangement at A, is not permissible except in cases of 
very little unbalancing. Where the difference between loads on each side of the neutral 
may be great, some form of balancing as an auto-transformer or equivalent should be used, 
as at B. 


Selection of Alternators.—In practice, alternators are wound 
for one, two or three phases. Three phase machines are more 
commonly supplied and in many cases it will pay to install 
them in preference to single phase, even if they be operated 
single phase temporarily. 


For a given output, three phase machines are smaller than single phase 
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and the single phase load can usually be approximately balanced between 
the three phases. Moreover, if a three phase machine be installed, poly- 
phase current will be available in case it may be necessary to operate 
polyphase motors at some future time. 


Standard three phase alternators will carry about 70 per cent. of their 
rated kilowatt output when operated single phase, with the same tem- 
perature rise. 


A three phase alternator may be operated single phase by 
connecting the single phase circuit to any two of the three 
phase terminal leads. Objectionable features of a single phase 
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Fic. 5,004.——Diagram showing arrangement of single phase system for two wire transmission 
and three wire distribution, where the transmtsston distance ts considerable. In order to 
reduce the cost of the transmission line, the current must be transmitted at high pressure; 
this necessitates the use of a step down trarsformer at the distributing center as shown 
in the illustration. 


alternator are that it has an unbalanced armature reaction 
which is the cause of considerable flux variation in the field 
pole tips and in fact throughout the field structure. 


In order to minimize eddy currents, such alternators must accordingly 
be built with thinner laminations and frequently poorer mechanical con- 
struction, resulting in increased cost of the machine. The large armature 
reaction results in a much poorer regulation than that obtained with three 
phase alternators, and an increased amount of field copper is required, 
also larger exciting units. These items augment the cost so that the 
single phase machine is considerably more expensive than the three phase, 
of the same output and heating. 
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The difficulties appear to increase with a decrease in frequency. 


The adoption of any lower frequency than 25 cycles may result in seri- 
ous difficulties in construction for a complete line of machines, especially 
those of the two or four pole turbine driven type where the field flux is 
very large per pole. 


Long Distance Transmission.—Electric current may be 
transmitted a long distance economically by the use of 


1. High pressure alternator, or 
2. Low pressure alternator with step up transformer. 
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Fic. 5,005.—Diagram illustrating how electricity can be economically transmitted a consid- 
erable distance with low pressure alternator already in use. 


These two methods are shown in figs. 5,004 and 5,005. In either case a 
step down transformer is placed at each distribution center to reduce the 
pressure to the proper voltage to suit the service requirements, as shown 
in the diagrams. 


The system used in fig. 5,005 can be made more efficient than that in 
fig. 5,004 by using a high pressure alternator in order to considerably in- 
crease the transmission voltage. 


Thus, a 2,200 volt alternator and 1:10 step up transformer would give 
a line pressure of 22,000 volts, which at the distribution end could be re- 
duced, to 220 volts for the three wire circuit, using a 100:1 step down 
transformer. 


Objections to these single phase systems are that they do not 
permit of the use of synchronous converters, self-starting 
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‘synchronous motors, or induction motor starting under load. 
They are poorly adapted to general power distribution, hence 
‘are open to grave objections of a commercial nature where there 
exists any possibility of selling power or in any way utilizing 
them for general converter and motor work. 

However, single phase systems are suitable for railway op- 
eration.* 
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Fic. 5,006.—Elementary alternator developing one volt at frequencies of 60 and 25, showing 
the effect of reducing the frequency. Since for the same number of poles, the 7.p.m. have 
to be decreased to decrease the frequency, increased flux is required to develop the same 
voltage. Hence in construction, low frequency machines require larger magnets, increased 
number of turns in sertes on the armature coils, larger exciting units as compared with ma- 
chines built for higher frequency. 


Two Phase Systems.—A two phase circuit 7s equivalent to 
two single phase circuits. Either four or three wires may be 
employed in transmitting two phase current, and even in the 
latter instance the conditions are practically the same as for 
single phase transmission, excepting the unequal current dis- 
tribution in the three wires. 


*NOTE.—There are advantages of simplicity in the entire generating, primary, and 
secondary distribution systems for single phase roads. These advantages are so great that 
they justify considerable expense, looked at from the railway point of view only, the single 
phase system throughout may be considered as offering the greatest advantage. 
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Fic. 5,007.—Diagram of monocyclic system, showing lighting and power circuits. In con- 
struction, there is a main single phase winding an auxiliary or teaser winding connected to 
the central point of the main winding in quadrature. The teaser coil generates a voltage 
equal to about 25 per cent. of that of the main coil so:that the pressure between the ter- 
minals of the main coil and the free end of the teaser is the resultant of the pressure of the 
two coils. By various transformer connections it is possible to obtain a practically correct 
three phase relationship so that polyphase motors may be employed. 
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TWO PHASE FOUR WIRE TRANSMISSION 







PHASE 8 
MODERATE DISTANCE 


Fic. 5,008.—Diagram of two phase four wire system. Jt is desirable for supplying current 
for lighting and power. The arrangement here shown should be used only for lines of short 
or moderate length, because of the low voltage. Motors should be connected to a circuit 
separate from the lighting circuit to avoid drop on the latter while starting a motor. 
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A four wire two phase system is shown in fig. 5,008 and three wire in 
fig. 5,009. The system shown in fig. 5,008 is adapted to supplying current 
for lighting and power at moderate or short distances. 


Either 110 or 220 volts are ordinarily used which is suitable for incan- 
descent lighting and for constant pressure arc lamps, the lamps being con- 
nected singly or two in pairs. 


On a two phase three wire system the load on the two phases must be 
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Fic IG. | 5,009.—Diagram of two phase three wire system. A wire is connected to one end of 
each phase winding as at A and B, and a third wire C, to the other end of both phases as 
shown. One end of each phase winding is connected by the brushes a and 0’, to one of the 
circuit wires, that is to A and B, respectively. The other end of each phase winding 1s 
connected by a lead across brushes a’ and 6, to which the third wire C, is joined. The cur- 
rent and pressure conditions of this system are represented diagrammatically in fig. 5,010. 
The letters correspond to those in this figure, with which it should be compared. This 
system is desirable for supplying current of minimum pressure to apparatus‘in. the vicinity 
of transformers. It is more frequently used in connection with motors operating from the 


secondaries of the transformers. ~ 
a "ht 


carefully balanced, and the power factor should be kept high to keep the 
voltage on the phases nearly the same at the receiving ends. 


Fig. 5,012 shows another two phase system in which the current is 
transmitted on a four wire circuit and distributed on a three wire circuit. 


NOTE.—In changing from four to three wires it is just as well to connect the two 
outside wires A and B, together (fig. 5,009), as it is to connect a’ and b. It makes no differ- 
ence which two secondary wires are joined together, so long as the other wires of each trans- 
former are connected to the outside wires of the secondary system. 
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Fic. 5,010.—Diagram illustrating two phase three wire transmission. The third wire C, is 
attached to the connector between one end of phase A, and phase B, windings. As shown 
in the figure each coil is carrying 100 amperes at 1,000 volts pressure. Since the phase 
difference between the two coils is 90°, the voltage between A and B, is Vv 2=1.414 times 

‘ that between either A or B and the common return wire C. The current in C, is V2 =1.414 
times that in either outside wire A or B, as indicated. 
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Fic. 5,011.—Diagram of two phase three wire 
system and connections for motors and light- 
ing circuits. SINGLE PHASE MOTORS 
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The transmission part of this system is evidently equivalent to two inde- 
pendent single phase circuits. 


Since, in the two phase three wire system, it is desirable for supplying 
current of minimum pressure to apparatus in the vicinity of transformers. 
It is more frequently used in connection with motors operating from the 
secondaries of the transformers. 


Three Phase Systems.—There are various ways of ar- 
ranging the circuit for three phase current giving numerous 
‘three phase systems. 
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Fic. 5,012.—Diagram of two phase system with four wire transmission and three wire dis- 
tribution. In the three wire circuits the relative pressures between conductors are as indie 
cated; that is, the pressure between the two outer wires A and B, is 141 volts, when the 
pressure between each outer wire and the central is 100 volts. 


1. With respect to the number of wires used they may be 
classified as 


a. Six wire; 
6b. Four wire; 
c. Three wire. 


NOTE.—Inductive loads on the two phase three wire system cause an unbalancing of 
both sides of the system even though the energy load be equally divided. The self-induction 
pressure in one side of the system is in phase with the virtual pressure in the other side, thus 
distorting the current distribution in both circuits. . 
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2. With respect to the connections, as 


a. Star; 

b. Delta; 

c. Star delta; 
d. Delta star. 


The six wire system is shown in fig. 5,018. It is equivalent 
to three independent single phase circuits. Such an arrangement 


would only be used in very rare instances. 
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Fic. 5,013.—Two phase four wire transmission and five wire distribution system. The rela- 
tive pressures between the various conductors are indicated in the diagram. As shown, 


the secondaries of the transformers are joined in series and leads brought out from the— 
middle point of each secondary winding and at the connection of the two windings, giving | 
five wires. With 1,000 volts in the primary windings and a step down ratio of 10:1, the | 
pressure between A and C and C and E, will be’ 100 volts and between the points and the | 
connections B or D, at the middle of the secondary coils, 50 volts. The pressure across 


the two outer wires A and E, is, as in the three wire system, V 2 or 1.41 times that from 
either outer wire to the middle wire C, that is 141 volts. The pressure across the two wires : 


connected to the middle of the coils, that is, across B and D, is 50 X V 2 =70.5 volts. 





Three Phase Star Connected Systems.—These are systems 
with star connections employing three wires or four wires as 
shown in figs. 5,019 to 5,022. 


Assuming 100 amperes and 1,000 volts in each phase winding, the 
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Fics. 5,014 to 5,016.—Evolution of the three phase three wire system. Fig. 5,014 is a con- 
ventional diagram of the three phase six wire system shown in fig. 5,018. <A wire 1s con- 
nected to both ends of each phase winding, giving six conductors, or three independent 
two wire circuits. In place of the wires running from A, B and C, they may be removed 
and each circuit provided with a ground return as shown in fig. 5,015. The sum of the 
three currents being zero, or nearly zero, according to the degree of unbalancing, the ground 
return may be eliminated and the ends A, B and C, of the three phase winding connected, 
as in fig. 5,016, giving the so-called star point. 
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pressure between any two conductors is equal to the pressure in one winding 
multiplied by V3, that is, 1,0001.732=1,732 volts. 


The current in each conductor is equal to the current in the winding, 
or 100 amperes. 


Three Phase Delta Connected System.—This arrangement 
employs three wires as shown in figs. 5,023 and 5,024. The 
current and pressure relations are shown in fig. 5,024. 





THREE PHASE PHASE A 
SIX WIRE PHASE B 
TRANSMISSION PHASE C 


Fic. 5,018.—Three phase six wire system. It is equivalent to three indepen<ent single phase 
circuits and would be used only in very rare cases. 


Assuming 100 amperes and 1,000 volts in each phase winding, the pres- 
sure between any two conductors is the same as the pressure in the wind- 
ing, and the current in any conductor is equal to the current in the winding 


multiplied by “3, that is, 100X1.732=173.2 amperes, that is, disre- 
garding the fraction, 173 amperes. 


Comparison of Star and Delta Connections.—The power out- 
put of each is the same, but the star connection gives a higher 
line voltage, hence smaller conductors may be used. 
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When it is remembered that the cost of copper conductors is inversely 
as the square of the voltage, the advantage of the Y connected system 
can be seen at once. 


Assuming that three transformers are used for a three phase system of 
given voltage, each transformer, star connected, would be wound for 


1+V3=58% of the given voltage, and for full current. 
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Fics..5,019. and. 5,020.—Three phase four wire star connected alternator and conventional 
diagram showing pressure and current relations. 
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Fics. 5,021 and 5,022.—Three phase star connected alternator, and conventional diagram 
showing pressure relations. 
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For delta connection, the winding of each transformer is for 58% of 
the current. Accordingly the turns required for star connection are only 
58% of those required for delta connection. 


An objection to the star connection for three phase work 1s 
that it requires the use of three transformers, and if anything 
happen to one, the entire set 1s disabled. 


173 AMPERES 
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Fics. 5,023 and 5,024.—Three_ phase delta connected alternator and conventional diagram 
showing pressure and current relations. 
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“IG. 5,025.—T connection of transformers in which three phase current is transformed with 
two transformers. The connections are clearly shown in the illustration. 
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With the delta connection one transformer may be cut out and the 
other two operated at full capacity, that is, at 86.6% the capacity of the 


three. 


Change of Frequency.—There are numerous instances where 
it is desirable to change from one frequency to another, as for 
instance to join two systems of different frequency which may 





Fic. 5,026.—Open delta connection or method of connecting two transformers in delta for three 
phase transformation. It is used when one of the three single phase delta connected trans- | 
formers becomes disabled. | 

| 
| 
| 


supply the same or adjacent territory, or, in the case of a low ; 
frequency installation, in order to operate incandescent lights | 
satisfactorily it would be desirable to increase the frequency 
for such circuits. 


This is done by motor generator sets, the motor taking its current from 
the low frequency circuit. 


Synchronous motors are generally used for such service as the fre- 
quency is not disturbed by load changes; it also makes it possible to use 
the set in the reverse order, that is, taking power from the high frequency 
mains and delivering energy at low frequency. 
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Fic. 5,027.—Three phase to one phase transformation with two transformers. The diagram 


shows the necessary connections and the relative pressures obtained. 
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Fic. 5,028.—The Scott connection for transforming from three phase to two phase. In this 
method one of the primary wires B, of the .866 ratio transformer is connected to the middle 
of the other primary as at C, the ends of which are connected to two of the three phase 
wires. The other phase wire is connected at D, the point giving the .866 ratio. The sec- 
ondary wires are connected as shown. It is customary to employ standard transformers 
having the ratios 10:1, and 9:1. The transformer having the 10:1 ratio is called the main 
transformer, and the other with the 8.66:1 ratio, the /easer transformer. 
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Transformation of Phases.—This is frequently desirable, for 
instance 1n the case of a converter, it 1s less expensive and more 
efficient to use one built for six phases than for either two or 
three phases. 

The numerous conditions met with necessitate various phase 
transformations, as 
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Fic. 5,029.—Three phase to two phase transformation with three star connected transformers. 
Two of the secondary windings are tapped at points corresponding to 57.7% of full voltage; 
these two windings are connected in series to form one secondary phase of voltage equal 
to that obtained by the other full secondary winding. 


1. Three phase to one phase; 
2. Three phase to two phase; 
3. Iwo phase to six phase; 
4. Three phase to six phase. 


These transformations are accomplished by the numerous 
arrangements and combinations of the transformers. 
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' These various transformations are shown in the accompany- 
ling illustrations. 

~ Relative Weights of Copper Required by Polyphase Systems. 
‘—A comparison between the weights of copper required by the 


‘different alternating current systems is rendered quite difficult 





Fic. 5,030.—Diagram of diametrical connection, three phase to six phase. It is obtained by 
bringing both erds of each secondary winding to opposite points on the rotary converter winding, 
utilizing the converter winding to give the six phases. This transformation of phases may 
also be obtained with transformers having two secondary windings. 


by the fact that the voltage ordinarily measured is not the 
maximum voltage, and as the insulation has to withstand the 
strain of the maximum voltage, the relative value of copper 
obtained by calculation depends upon the basis of comparison 
adopted. 


As a general rule, the highest voltage practicable is used for long dis- 
tance transmission, and a lower voltage for local distribution. Further- 
more, some polyphase systems give a multiplicity of voltages, and the 
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Fics. 5,031 to 5,038.—Circuit diagrams showing relative copper economy of various alter- 
nating current systems. 
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question arises as to which of these voltages shall be considered the trans- 
mission voltage. 


if the transmission voltage be taken to represent that of the distribution 
circuit, and the polyphase system has as many independent circuits as 
there are phases, the system would represent a group of several single 
phase systems, and there would be no saving of copper. 


Under these conditions, if the voltage at the distant end be taken as 
the transmission voltage, and the copper required by a single phase two 
wire system as shown in fig. 5,039, be taken as the basis of comparison, 
the relative weights of copper required by the various polyphase systems 
are given in figs. 5,031 to 5,038. 


TOTAL DROP 
RESISTANCE .0S OHM ee! 100 VOLTS 
COPPER = 1,000 000 VOLTS 
eg een ee ge ge a renee ee semgee ee ae See Arana rT 





Fic. 5,039.—Single phase line, used as basis of comparison in obtaining the relative weights 
of copper required by polyphase systems, as indicated in figs. 5,031 to 5,038. If the total 
drop on the line be 100 volts, the generated voltage must be 1,100 volts, and the resistance 
of each line must be 50+1,000=.05 ohms. Calculated on this basis, a two phase four 
wire system is equivalent to two single phase systems and gives no economy of copper in 
power transmission over the ordinary single phase two wire system. This is the case also 
with any of the other two phase systems, except the two phase three wire system. 


In the two phase three wire system two of the four wires of 
the four wire two phase system are replaced by one of full 
cross section. 


The amount of copper required, when compared with the single phase 
system, will differ considerably according as the comparison is based on 
the highest voltage permissible for any given distribution, or on the min- 
imum voltage for low pressure service. 


If E, be the greatest voltage that can be used on account of the insula- 
tion strain, or for any other reason, the pressure between the other con- 


ductors of the two phase three wire system must be reduced to E+ V2. 
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The weight of copper required under this condition is 145.7% that of 
the single phase copper. 


On the basis of minimum voltage, the relative amount of copper re- 
quired is 72.9% that of the single phase system. 


Figs. 5,037 and 5,038 are two examples of three phase four wire sys- 
tems. The relative amount of copper required as compared with the 
single phase system depends on the cross section of the fourth wire. The 
arrangement shown in fig. 5,038, where the fourth wire is onlv half size, 
is used only for secondary distribution systems. 


Choice of Voltage.— The most economical voltage for a trans- 
mission line depends on the length of the line and the cost of 
apparatus. 


For instance, alternators, transformers, insulation and circuit control 
and lightning protection devices become expensive when manufactured for 
very high pressures. Hence if a very high pressure be used, it would 
involve that the transmission distance be great enough so that the extra 
cost of the high pressure apparatus would be offset by the saving in cop- 
per effected by using the high pressure. 


No fixed rule can be established for proper voltage based on 
the length, but the following table will serve as a guide: 


Usual Transmission Voltages 


Length of line Voltage 


500 to 
1,000 to 
2,300 to 
6,600 to 
13,200 to 
22,000 to 
44,000 to 
66, 000 to 
60 to 100 88,000 to 110,000 
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Mixed Current Systems.—It is often desirable to transmit 
electrical energy in the form of alternating current, and distribute 
it as direct current or vice versa. 


Such systems may be classed as mixed current systems. The usual 
conversion is from alternating current to direct current because of the 


CLIFTON PARK 
SCHAGHTICOKE 
TRANSMISSION. LINE . 


(7 
/ \ wal astze) 
ZX 


Fic. 5,043.—Course of the Schaghticoke-Schenectady transmission line of the Schenectady 
Power Co. This transmission line carries practically the entire output of the Schaghticoke 
power house to Schenectady, N. Y., a distance of approximately 21 miles. The line consists 
of two separate three phase, 40 cycle, 32,000 volt circuits, each of 6,000 kw. normal capacity. 
These circuits start from opposite ends of the power house, and, after crossing the Hoosic 
River, are transferred by means of two terminal towers, to a single line of trans- 
mission towers. The two circuits are carried on these on opposite ends of the cross arms, 
the three phases being superimposed. The power house ends of the line are held by six short 
quadrangular steel lattice work anchor poles with their bases firmly embedded in concrete, 
the cables being dead ended by General Electric disc strain insulators. This equipment 
has lightning arrester horn gaps and heavy line outlet insulators mounted on the roof of 
the power house. While each circuit carries only 6,000 kw. under normal conditions, either 
is capable of carrying the entire output of the station; 1n this case, however, the line losses 
are necessarily augmented. This feature prevents any interruption of the service from the 
failure of one of the circuits. There are altogether 197 transmission towers, comprising 
several distinct types. 





saving in copper secured by the use of alternating current in transmission, 
especially in the case of long distance lines. Such conversion involves the 
use of a rotary converter, motor generator set, or rectifier, according to 
the conditions of service. 


m= W be 


on 
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TEST QUESTIONS 





. Give a classification of the various a.c. systems. 

. What is nearly always used in a.c. systems? 

. Give two arrangements for step-down transformers. 

. Give examples for the use of individual transformers 


and one transformer for several customers. 


. Explain the various arrangements of single phase 


systems. 


. Give some points on the selection of alternators. 
. Can a three phase alternator be operated single phase? 


How are alternators built to minimize eddy currents? 
Name two systems for long distance transmission. 


. What are the objections to single phase systems? 

. Can three wires be employed on a two phase system? 
. Draw a diagram of a two phase two wire system: 

. Give the various wire arrangements on three phase 


Systems. 


. Draw a diagram of a three phase star connected 


System. 


. Describe the three phase delta connected system. 
. Give comparison of star and delta connections. 
. What is an objection to the star connection for three 


bhase work? 


. What can be done with the delta connection? 
. Give example illustrating change of frequency. 


Name the usual transformation of phases. 
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21. How are phase transformations accomplished? 


22. Give the relative weights of copper required by poly- 
phase systems. 


23. On what does the choice of voltage depend? 
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- CHAPTER 99 


D.C. Wiring Calculations 


All wires will heat when a current of electricity passes through 
them. 


The greater the current or the smaller the wire, the greater will be the 
heating effect. 


Large wires are heated comparatively more than small wires because 
the latter have a relatively greater radiating surface. Hence the necessity 
for calculating the proper size of wire to carry the load. 


The temperature of a wire increases approximately as the 
iquare of the current strength and inversely as the cube of the 
liameter of the wire. 


The elevation in temperature of a wire carrying a current represents 
so much lost energy. 


From these considerations it must be clear that it is important not to 
overload conductors in order to secure efficient working, and to avoid risk 
of fire on inside installations. 


Safe Carrying Capacity of Wire.—The Board of Underwriters 
pecifies that the carrying capacity of a conductor is safe when 
he wire will conduct a certain current without becoming 
ainfully hot. ° 

In the following table of carrying capacities, prepared by the 
Jnderwriters, a wire 1s assumed to have a safe carrying capacity 
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*Safe Carrying Capacities of Wires 
(Maximum amperes allowed by the Underwriters.) 


Rubber Other 
insulation insulations 


Amperes Amperes 


g 
6 

5 

4 

3 

y, 

1 

0 
00 
000 
0000 


2,000,000 
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$ 


! 
t 
’ 


; when its temperature is not increased by the given current 
, over 30° Fahr. above that of the surrounding air. 


The lower limit is specified for rubber covered wires to prevent gradual 

deterioration of the high insulation by the heat of the wires, but not 

' from fear of igniting the insulation. The question of drop is not taken 
' into consideration in the table on page 3,014. 

The carrying capacity of Nos. 16 and 18 B. & S. gauge wire is given, 





3 MILS | 

Fic. 5,044.—Diagram illustrating circular mils. The circular mil is used as a unit of cross 
sectional area in measuring wires. It is equal to the area of a circle .00O1 in. diameter; 
its value is .0000007854 square inch. In the figure the sum of the areas of the nine small 
circles equals the area of the large circle. This is evident from the following: Take the 
diameter of the small circles as unity, then the diameter of the large circle is three. Hence, 
the sum of the area of the small circles XK (144 m7 412) X9 =.7854 X9 =7.0686; area of the 
large circle =14 7m X32=.7854 X9 =7.0686. Therefore since the area of the large circle 
equals the sum of the areas of the small circles, the area of a wire in circular mils is equal 
to the square of tts diameter expressed in mils. 


but no smaller than No. 14 is to be used, except as allowed under rules 
for fixture wiring.— Underwriters’ Rules, 


Circular Mils.—The unit of measurement in measuring the 
cross sectional area of wires is the circular mil; it is the area of 
a circle one mil (.001 in.) in diameter. 

The area of a wire in circular mils 1s equal to the square of the 
diameter in mus. 


*NOTE.—In the Chapter on Power Wiring Calculations, page 3,058, values are given for 
varnished cambric insulation. 
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Thus a wire 2 mils in diameter (.002 in.) has a cross sectional area of 
2<2=4 circular mils. Accordingly to obtain the area of a wire in cir- 
cular mils, measure tts diameter with a micrometer which reads directly in 
mils or thousandths of an ineh, and square the reading. 

The circular mil (abbreviated c.m.) applies to all round conductors, 
and has a value of .7854 times that of the square mil, that is, 1 circular 
mil = .7854 square mil. If the diameter be expressed as a fraction of an 
inch, as for instance 14 1n., the circular mil area may be found as fol- 
lows: Reduce the fraction 14 to the decimal of an inch, multiply the result 
by 1,000 ta express the diameter in mils, and square the diameter so ex- 
pressed, thus: 4=1+3=.333. .8331,000=333 mils; 333333= 
110,889 circular mils. 





Fic. 5,045.—Diagram illustrating square mils. A square mil is a unit of area employed in 
measuring the areas of cross sections of square or rectangular conductors. It is equal to 
-000001 square inch. One square mil equals 1.2732 circular mils. The figure shows an area 
of nine square mils; this is equal to 9 X1.2732 =11.4588 circular mils. 


The diameter of any wire may be found when its circular mil area is 
known by extracting the square root of the circular mil area. 


Square Mils.—For measuring conductors of square or rect- 
angular cross section, such as bus bars, copper ribbon, etc., the 
Square mil is used. A square mil is the area of a square whose 
sides are one mil (.001 in. long) and is equal to .001 x .001 = 
-OO0001 square inch. 


Example.—A copper: ribbon for a field coil measures 54 inch by \& 
inch. What is its area in square mils? What is its area in circular mils? 
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54 = .625 in., or 625 mils; % =.125 in., or 125 mils 
Area in square mils = 625 k 125 = 78,125. 


ee 4. J 78,125+ ore _ 
Area 1n circular mils ={ 78.125 x 1.2732 = 99,469 


Mil Foot.—This unit is used as a basis for computing the 
resistance of any given wire. A mil foot means a volume one 
mil in diameter and one foot long. 

The resistance of a wire of commercially pure copper one mil in 
diameter and one foot long is taken as a standard in calculating 
the resistance of wires, and has been found to be equal to 10.79 ohms 
at 75° Fahr. 

The calculation 1s made according to the following rule. 

The resistance of a copper wire 1s equal to its length tn feet, 
multiplied by the resistance of one mil foot (10.79 ohms) and divided 
by the number of circular mils, or the square of its diameter. 


Expressed as a formula: 


length of wire in ft. «10.79 
circular mils _— 


.(1) 


resistance in ohms = 


Example—What is the resistance of a copper wire 1,500 feet long, and 
having a transverse area of 10,381 circular mils? 


Substituting these values in formula (1) 


1,500 x 10.79 


—70.381 = 1.559 ohms. 


resistance = 
The transverse area of a copper wire 1s found by multiplying the 
resistance of a mil foot (10.79) by its length in feet and dividing 
the result by its resistance in. ohms. 
This is obtained directly from the formula (1) by solving the 
equation for circular mils, thus: 
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length of wire in ft. x 10.79 


circular mils = ; 

resistance in ohms 

Example.—What is the circular mil area of a wire 1,500 feet long and 
having a resistance of 1.559 ohms? 


Substituting the values in equation (2) 


e 


1,500 10.79 


1.559 = 10,381. 


circular mils = 
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Fics. 5,046 and 5,047.—Diagrams illustrating the meaning of the term lamp foot, and how to 
apply it in calculating a circuit. As defined, one 16 candle power lamp.at a dtstance of one 
foot from the fuse block or point of supply is called a lamp foot; this is equivalent to one 8 candle 
power lamp at a distance of 2 feet, or one 32 candle power lamp one-half foot from the 
fuse block. In fig. 5,047, there are four 8 candle power lamps, and the distance to center 
of distribution is 10 feet. The circuit then contains 4 +2 <X10=20 lamp feet. 


Lamp Foot.—This unit facilitates laying out wiring and cal- 
culating the drop. A lamp foot is defined as one 16 candle 
power lamp at a distance of one foot from the point of supply. 
Accordingly the number of lamp feet in any circuit is equal 
to the number of 16 candle power lamps (or equivalent in other 
sizes) in the circuit multiplied by the distance in feet from the 
fuse block to the center of distribution. 


When no point is specified the feet are always measured from the 
supply point to the center of distribution. When other than 16 c.p. 


D.C. Wiring Calculations 3,019 


lamps are in the circuit they must be reduced to 16 c.p. lamps. Thus 
two 8 c.p. lamps would be counted one 16 c.p. lamp, one 32 c.p. lamp 
would be counted two 16 c.p. lamps, etc. 


Ampere Foot.—From the foregoing explanation of lamp foot, 
the significance of ampere foot is easily understood—the two 
terms are in fact self-defining. 

An ampere foot may be defined as the product of one ampere 
multiplied by one foot. 

The unit ampere foot is used in figuring motor circuits or 
currents designed to carry a mixed load. 





ENTRANCE CUT-OUT a 


Fic. 5,048.—The center of distribution of a circuit coincides with the geometrical center of 
the group of lamps when the lamps are of uniform size and spaced equal distances apart. 
The center of distribution is here indicated by the dotted line A B. 


The ampere feet of a main are found by multiplying the 
maximum load in amperes by the distance from the fuse block 
to the electrical center of the load. 


Thus if the center of distribution be 50 feet from the fuse block and 
the maximum load be 9 amperes, the number of ampere feet is equal to 
9X50 = 450 


Electrical Center of Distribution.—The electrical center of 
a circuit depends upon the distances between the lamps and 
the fuse block; also the relative.sizes of the lamps. 
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It may be defined as the sum of the lamp feet for each section 
divided by the number of 16 candle power lamps in the circuit. 


If the lamps be of uniform capacity, and placed at equal distances 
apart, the center of distribution will coincide with the geometrical center 
of the group of lamps. However, if the lamps vary in size, and be irreg- 
ularly spaced, the electrical center will not coincide with the geometrical 
center unless the lamps be symmetrically arranged so as to compensate for 
the difference in sizes and spacing. 


In such cases, as shown in fig. 5,049, the electrical center can be deter- 
mined by adding together the lamp feet of the several sections A,B,C, 


ENTRANCE 


CUT-OUT 





Fic: 5 049.—Diagram of an irregular erent illustrating method of finding thes center of dis: 
tribution. Rule: Divide the sum of the lamp feet for each section by the number of 16 candle 


power lamps.or equivalent.in the circuit; the quotient gives the distance in feet from the fuse 
block to the center of distribution. 


etc., of the main and dividing the result by the 16 c.p. units. Thus the 
“Jamp feetof ~ =" : 


Section A =10 lamps X 10 feet = 100 
. Be 9. & SS = 45 
“ C= 7 * X6 * = 42 
; D = 16 4 = »-4 A Se 2A 
ae E= 5 . 4 x 5 a 25 
cd F= 4 6 = x10 “ = 40 
&“ G _ ? tna x 5 Go 10 
which added together gives a total of............. 286 lamp feet. This 


when divided by the ten 16 c.p. units comprising four 16 c.p. lamps and 
three 32 c.p. lamps, gives a little over 2815 feet as the distance from the 
fuse block to the center of distribution, the position of which is shown 
by the line MN, in fig. 5,049, while that of the geometrical center is 
shown by the line K L. 


When the center of haeeoatien is at a considerable distance from the 
supply circuit, and it becomes advisable to divide the wiring into two 
distinct elements—a feeder and one or more mains, the junction of the 
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feeder and the mains should be located at the electrical center of the 
mains whenever possible. When this is done, it is obvious that the wire 
size of only one-half the main needs to be calculated, as both halves of 
the main are identical. 


Wire Calculations.—The problem of calculating the size of 
wire will be presented here in as simple a form as possible, with 
explanation of the various steps so that any one can understand 
how the formula is derived. 


325; 437) a TAP 
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Fic. 5,050.—Circuit diagram illustrating names of the various parts. A circuit may consist 
of the following parts as defined in the accompanying text: 1, feeder; 2, sub-feeders; 3, mains; 
4, branches; 5, taps. It is well to clearly distinguish between these divisions because the 
terms are constantly used in wiring. 


In determining the size of wire, there are four known factors 
which enter into the calculation, viz.: 


1. Length of circuit in feet; 

2. Maximum current in amperes; 

3. Drop or volts lost in the circuit, in % of the impressed 
voltage; 
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Fics. 5,051 and 5,052.—Simplest forms of circuit, consisting of a main with one or more lamps 
at the-end. The smallest size wire allowed (No. 14 B. & S. gauge) will generally be found 
amply large for such circuits. Note carefully the difference between a main and a branch 
by comparison with fig. 5,050. A main begins from a fuse block, while a branch is an offset 
from a main without any fuse block. 


Lamp Table for Rubber Covered Wires 


Showing the maximum number of 16 candle power 110 to 240 volt lamps in 
parallel that may be carried by the various sizes of wire 
without viclating the Underwriters’ rules. 





ooo 





3.1-watt lamps 3.5-watt lamps. | 4-watt lamps. 
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*This size can be used only in the shape of flexible cord. 
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4. Heating effect of the current. 


The calculation is based on the mil foot, which as previously explained, 
is a foot of copper wire one mil in diameter and whose resistance 1s equal 
to 10.79 ohms at 75° Fahr. 


The first step is to find an expression for the resistance of the 
wire which may be later substituted in Ohm’s law formula. 


OPEN LOOP 





Fics. 5,053 and 5,054—Wrong and right methods of loop wiring. In general, when a large 
percentage of loss is allowed with lamps at short distances, the size of wire, calculated simply 
in accordance with the resistance rules, will be found too small to carry the current safely. 
This fact is often overlooked, and even though wires may have been correctly calculated 
for a uniform percentage of loss, they will become painfully hot simply because the table 
of carrying capacity was not consulted. The cross connection of mains wherever possible, 
for the purpose of equalizing the pressure, will also often reduce the heating effect of the 
current. An example of this is shown in the above figures. A circle of lights was wired 
as in fig. 5,053, and after the current had been turned on, the wires of the circle became hot, 
and there was quite a perceptible difference of candle power between the lights near A and 
those near B. Investigation disclosed the fact that the loop, contrary to instructions, had 
been left open. A few inches of wire as shown in dotted lines remedied the fault. A better 
arrangement, however, is shown in fig. 5,054. 


Accordingly, the resistance of any conductor is equal to zts length 
in feet multiplied by its resistance per mil foot and the product 
divided by its area in circular mils, thus: 


length in feet Xresistance per mil foot 


resistance in ohms = —: 
| circular mils 
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- siecet aa feet 10.8 


facilitate calculation). 


Now, according to Ohm’s law, 


= ciahae ota CeCe ree ee ee a ee (1) 
(calling the resistance per mil foot 10.8 instead of 10.79 to 


volts =amperes Xohms...............(2) 


Lamp Table for Weather Proof Wires 


Showing the maximum number of 16 candle power 120 to 240 volt lamps in 


parallel that may be carried by various sizes of weather proof 
wire without. violating the Underwriters’ rules. 


— 


—- 


bo 3-I-watt lamps. | 3.5-watt lamps. : 4-watt lamps. 
9 & e : 
AS 3 
yf) hw 
oe a. 220 230 240 
Se E Vv. 
S ee} < | 
©000 312 1072. 1121 1170 
000 262 goo 94! 982 
00 | 220 756 790 825 
o | 185 636 665 693... 
. 156 536 560 —s S85 
ee pk 450 470 49% 
3 spa 378 395° At2 
4 92 316 =: 330: -°348 
5 77 264 276 288 
6 |" 65 223 233 243 
8 46 158 165 172 
10 32 110 II5 120 
12 23 82 86 
14 16 be 57 60 





hence, substituting in (2) the value for the resistance in ohms ; 
as obtained in (1): 


feet X 10.8 


volts = amperes X ————__— 
circular mils 


or using the usual symbols 
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ce Boos ure nn asaces: (3) 
circular mils 


Now, since the length of the circuit is given as the “‘run’”’ or 
| distance one way, that is, one half the total length of wire in 
the circuit, formula (3) must be multiplied by 2 to get the total 


drop, that 1s7 tx 10.8X2 IxfeetX21.6 
circular mils circular mils 
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Fics. 5,055 and 5,056.—Symmetrical and unsymmetrical distribution on three wire storage 
battery system, showing disadvantage of the arrangement for unequal loading. When each 
leg of the three wire system has the same load, as in fig. 5,055, each half of the battery 
as M and §S, will discharge at the same rate. However, if a greater load be on ohne leg than 
the other as in fig. 5,056, the half M, of the battery will discharge at a higher rate than 
the half S. 


RESISTANCE 10.79 OHMS 
| FOOT 
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PURE COPPER 
;MI TEMPERATURE 


75° FAHR. 
Fic. 5,057.—The mil foot pictured. This unit is used as a basis for computing the resistance 
of any given wire, as fully described on page 3,017. 
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Properties of Copper Wire 


(Continued) 


| Resistance. | 


Length. 
Weight. 
. acs 


















































S 0.1819 33,100 100.2 is .3128 
7 | 0.1800 32,400 98.08 10.20 .3196 
| 8 | 0.1650 27,230 82.41 12.13 .3803 
6 ; 0.1620 26,250 79.46 12.585 3944 
9 | 0.1480 21,900 66.30 15.08 .4727 
q 0.1443 20,820 63.02 15.87. .4973 
10 {| 0.1340 17,960 54.35 18.40 5766 
§ 0.1285 16,510 49.98 | 20.01 6271 
11 0.1200 14,400 | 43.59. 22.94 .7190 
9 0.1144 13,090 39.63 25.23 .7908 
12 0.1090 11,880 35.96 27.81 8715 
10 0.1019 10,380 31.43 31.82 .9972 
13 0.0950 9,025 27 .32 36.60 1.147 
1! 0.09074 8,234 | 24.93 40.12 1.257 
14 0.08300 6,889 20.85 47.95 1.503 
12 0.08081 6,530 19.77 , 50.59 1.586 
15 | 0.07200 5,184 15.69 63.73 1.997 
13 0.07196 5,178 15.68 | 63.79 | 1.999] 
16 | 0.06500 4,225 12.79 78.19 | 2.45) Ff 
14 0.06408 4,107 12.43 80.44 2.522 
17 0.0580 3,364 10.18 98 .23 3.078 
15 0.05707 3,257 9.858 101.4 3.175 
16 0.05082 2,583 7.818 127.9 4.009 
18 0.04900 2,401 7.268. 137.6 4.312 
17 _ { 0.045260 2.048 6.200 - 161.3 5.055 
19 0.042000 1,764 5.340 187.3 5.870 
18 0.040300 1,624 4.917 203.4 6.374 
19 0.035890 1288 {| 3.899 | 256.5 8.038 
20 0.035000 1225 {| 3.708 269.7 8.452 
21 0.032000 1,024 3.100 322.6 10.13 
20 0.031960 1,022 3.092 323.4 10.14 
21 0.028460 810.1. 2.452 407.8 12.78 
22 | 0.028000 784.0 2.373 421.4 13.21 
22 0.025350 642.4 1.945 — 514.2 16.12 


0.625000 625 392, | 528.6 | ag 
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Properties of Copper Wire 
(Concluded) 


Gauges.. To the nearest fourth significent digit. 








0.022570 


0.022000 
0.020100 
0.020000 | 


0.018000: 
. 0.017900 
0.016000 


0.015940 
0.014200 
0.014000 


0.013000 
0.012640 
0.012000 


0.011260 
0.010030 
0.010000 


0.009000 
0.008928 
0.008000 


0.007950 
0.007080 
0.007000 


0.006305 
0.005615 
0.005000 


0.004453 
_ 0.004000 
' 0.003965 


0.003531 
0.003145 
























































13,210 


16,660 
20,650. 
21,010 


26,500 
33,410 

























NOTE.—It should be noted that the TJnderwriters prohibit the use of wire smaller than 
No. 14 B. & S. gauge, except as allowed for fixture. work and pendant cord. 
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If the calculated size of wire be larger than any in the table, 
the required area is obtained by using two or more smaller 
wires in parallel, whose combined area is equal to the required 
area. 


To facilitate finding the equivalent sizes the accompanying table of wire 
equivalents has been prepared. 


Table of Wire Equivalents 








sel NUMBER OF WIRES 
‘ed nn! : 
2° e) co © 
~ Ow 
Ww > re) 
0000} 0 3 | 6 | 9 | 12 | 15 | 18 | 21 | 24 | 27 | 30 | 33 | 36 | 39 
0001 1} 4 | 7 | 10 | 13 | 16 | 19 | 22 | 25 | 28 | 31 | 34 | 37 | 40 
oj 2} 5 | 8 4 | 17 | 20 | 23 | 26 | 29 | 32 | 35 | 38 Boe 
03} 6 | 9 15 | 18 | 21 | 24 | 27 | 30 | 33 | 36 | 39 Pt? 
1/4) 7 | 10 1 | 19 | 22 | 25 | 283 | 31 | 34 | 3 ae 
2}5] 8 | 11 17 23 | 26 | 29 | 32 | 35 ae ace 
3} 6| 9 | 12 18 | 21 | 24 | 27 | 30 | 33 | 36 | 39 | 4ayolsa7 
4 7| 10 | 13 19 25 | 28 | a1 | 34 | 37 | 40 J stiyete 
B| 8} 11 | 14 20 | 23 | 26 | 29 | 32 | 35 | 38 Feqin) oo 
6/9] 12 | 15 21 | 24 | 27 | 30 | 33 | 36 | 39 [74431 40 
7\10| 13 | 16 22 | 25 | 28 | 31 | 34 | 37 | 40 Jgtaal ocir 
sii] 14 | 17 23 | 26 | 29 | 32 | 35 | 38 Forisio4di2 
9112; 15 | 18 24 | 27 | 30 | 33 | 36 | 39 fiodae(1413 
Wee) B18) Be) Ble eben 
- : 
1215) 18 | 21 27 | 30 | 33 | 36 | 39 pet leiis+ls 


11 
12 
13 
14 
15 
16 
17 
18 
19 
20 
21 
22 
23 
4 
25 | 28 | 31 | 34 | 37 {| 40 _piotdlatis 
17} 20 23 26 29 32 35 38 15421116418 
27 | 30 | 33 | 36 | 39° 164+22/17+19 
28 31 34 37 40417 4-23/18+20 
29) 32 | 3 | 38 fig+24:19+21 
30 | 33 | 36 | 39 [19425)20+22 
31 | 34 | 387) 140 fon +26/214 23 
32) 35 | 38 fo14+27/22+24 
33 | 36 | 39 f99+98/934 25 
34 | 37 | 403 + 29/24 +26 
35 | 38 [24+ 30)25+ 27 
36 | 89) 5 4+31/26+28 
37 | _40__ 6+ 32/27 +29 
38 107 + 33'28+ 30 
® 18 +34'20+31 
+ 35/30 + 





+ 35/30 + 32 
Ene 38 [50+ 36/31 +33 
3033; 36 | 39) B51 +37/32434 
3134 37 | 4052+ 3833+ 35 
3235, 38 B3+3934+36 | 
3437): -40- avast 


+ 
35 38137 + 39 
36 39138 + 40 

37/40 





Figuring in Watts Instead of Amperes.— The power required 
to operate most electrical appliances 1s marked in watts. 
For instance, the standard incandescent lamp is rated as 
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equivalent to the light given by 16 candles, and may consume, 
according to type and make, from 50 to 56 watts, or from 3.1 
to 3.5 watts per candle power. Therefore, a 660 watt circuit 
will carry thirteen 16 candle power 49.6 watt lamps, or eleven 
56 watt lamps. 

The proper size of wire for a 660 watt circuit will depend upon the 


voltage for which the lamps are made. For example: a 16 candle power 
lamp which consumes 56 watts on 110 volt circuit will take, 56+110=.5 


=| 
FEEDER 
c 


FUSE 
FUSE 
lo 


F 1Gs. 5,059 and 5,060.—The ‘‘tree’’ and ‘‘modified tree’’ systems of wiring. The tree system 
consists of a feeder reducing in size and supplying mains for each floor, the general arrange- 
ment resembling the trunk and branches of a tree. Since fuses must be inserted on each 
floor where the size of the feeder is reduced, the system requires a large number of joints, 
and in the event of a fuse blowing it could not be quickly located. The tree system is not 
to be recommended, as it results in considerable drop, and at full load the lamps nearest 
the point of supply will either burn too brightly or those more remote will not give the 
rated candle power. In the modified tree system, fig. 5,060, the size of the feeder is not 
reduced. With this arrangement the losses are considerably reduced owing to the much 
smaller losses on the feeder between those centers farthest away from the point of supply. 


or 14 ampere of current, while the same lamp, if made for 220 volts, will 
take only 55-+220=.25 or 4 ampere. Therefore, eleven 16 candle power 
56 watt lamps will require a current of 514 amperes at 110 volts, or 234 
amperes at 220 volts. 

According to the laws of resistance, the resistance of a round wire is 


inversely proportional to the square of the diameter, and if the circuit 
be taken at 100 feet, and the allowable percentage of drop at 1 volt, then 
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according to formula, (5) on page 3,026, the wire required for a circuit 
carrying eleven 16 candle power 56 watt 110 volt lamps, will have a cross 


sectional area of, 


59.5 X100X21.6 


: = 11,880 circular mils 


while the same number of :amps on a 220 volt circuit will require wire 
having a cross sectional area of, 


2.79 X 100 X21.6 
] 


= 5,940 circular mils. 
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Fic. 5,061.— Wiring for lights requiring unusually long feeders. 


In order to conform to the Underwriters’ requirements, No. 8, B. & S. 
gauge wire must be used for the circuit carrying the 110 volt lamps, 
while No. 12, B. & S. wire, would be sufficient for the 220 volt circuit. 

In the case shown in fig. 5,061, the branch circuits A and B, are iden- 
tical, each supplying four 16 candle power lamps requiring 3.5 watts per 
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candle power at 110 volts or carrying a load of 4X16X3.5=224 watts, 
=224+110=2 amperes. 

The distance from the feeder junction or cut out to the electrical center 
of each branch circuit is 12.5 feet. The compact area of distribution 
permits the reduction of the loss of volts to 1 per cent. or 110 .01=1.1 
volts ‘‘drop.”’ Then substituting in formula (5) on page 3,026 the values 
for amperes, feet and drop as obtained above 


2X29 X21.6 
| 


. iter 
| of 
ne 


=981 circular mils, 


| 


5oOOe 
it yt > 
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Fic. 5,062.—Distribution with sub-feeders (multi-center distribution). The feeder connects 
at acentral point, A, with several sub-feeders which run to distributing centers, as at B, C, 
D,and E. With this arrangement, compound wound dynamos may be so designed that 
the pressure at A will remain nearly uniform for all loads. If, for instance, the wiring be 
proportioned for 2% drop, the dynamos may be over compounded to that extent, and 
the even illumination will compensate for the extra cost in the installation. 


or a value far ‘below that of even No. 18 wire, B. & S. gauge (see table 
on page 3,014), but the smallest wire allowed by the Underwniters for 
the mains A and B, 1s No. 14, B. & S. gauge. 


NOTE .—Size of the Neutral Wire.—In three wire circuits, the size of the neutral wire 
will depend to a great extent upon operating conditions. In the case of installations which 
occasionally have to be worked as two wire systems, the cross section of the neutral wire should 
be equal to the combined cross section of the two outer wires. For interior wiring which must 
pass inspection, the neutral wire must always be twice the size of one of the outside wires. 
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In calculating the size of wire for the feeders the total load must be 
considered. This is equal to eight 16 candle power lamps, requiring 3.5 
watts per candle power at 110 volts=8X16X3.5=448 watts =4 amperes. 


The distance from the entrance cut out to the feeder cut out is 200 
feet. The drop should not be greater than 1.5 per cent. or 110*1.5= 
1.6 volts. Then, 

4200 21.6 
1.6 


a value which indicates that No. 8 wire, B. & S. gauge, must be used for 
the feeders in order to keep the drop within the limit of predetermined 
value. 


= 10,800 circular mils 
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| MAIN 
Fic. 5,063.—Diagram showing ‘“‘bridge wiring.’’ This method is used in the case of two par- 
allel mains where one feeder is ample for both. The feeder is run to a central point as shown 
and connected to the two mains by a so called ‘“‘bridge.’’ The arrangement clearly gives 
good distribution and effects a saving in copper and labor, for if the bridge were omitted 
two feeders would be necessary. 


Tabie for Taps, Bridges or Other Wires at Negligible Drop 
Wire Nos. 0 1 213};,4]5]6] 7) 8}10;12}14/16/13 







4 BV x ews ou 
Feet DT OPV ech se 12.5 





NOTE .—In using this table, it is only necessary to calculate the lamp feet of the tap and 
take the size of wire corresponding to the nearest greater number of lamp feet in the table. 
The lamp feet specified by this table should not be exceeded by more than 10 per cent. Thus, 
ifatap measure 108 iamp feet, in 110 volt lamps, No. 12 wire wquld be used, but if it 
measure 115 lamp feet, it would be advisable to use No. 10 wire. 
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Calculations for Three Wire Circuit.—In all cases of in- 
terior conduit work, and in most cases of inside open work, the 
main feeders from a three wire source of supply are installed 
on the three wire plan, and the sub-feeders and distributing 
mains, on the two wire plan, except where the application of 
the method necessitates the use of unwieldy sizes. 
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Fic. 5,064.—Three wire circuit panel board with connections for 12 mains. The wires shown 
in solid lines as A, B, C, etc., are connected between the neutral wire and the negative wire 
of the feeder, and those shown by dotted lines, as G, H, I, etc., are connected between the 
neutral wire and the positive wire of the feeder. 
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In laying out sub-feeders and mains, the total load, under normal op- 
erating conditions, should be divided as nearly as possible into two equal 
parts, and one part connected on each side of the neutral part of the en- 
trance cut out, or the neutral bus bar of the switch board or panel board 
in an isolated plant, thus making the load on each side of the neutral 
wire of the feeder as near equal as possible. 


Fig. 5,064 shows a three wire panel board with connection for 12 mains; 
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those. shown in solid lines as A,B,C, etc., being connected between the 
neutral wire and the negative wire of the feeder, and those shown by 
dotted lines as G, H, I, etc., being connected between the neutral wire 
and the positive wire of the feeder. The total load consists of ninety- 
one 16 candle power lamps, which are so distributed that the positive 
wire of the feeder carries the current for 46 lamps, and the negative wire, 
45 lamps, the neutral wire carrying the difference or current for 1 lamp. 


The proper size of wire for the mains may be calculated as 
already explained, but in calculating the outer wires of the 
three wire feeder, the neutral wire should be disregarded and 
the outer wires connected as a two wire circuit carrying the total 
doad of 91 lamps at the over all pressure of 220 volts. 


Example.—Ninety-one 16 candle power lamps consuming 3.1 watts 
per candle power at a pressure of 110 volts, will-require a current of 


163.191 
110 
‘The distance from the entrance cut out to the main or feeder switch 


is 200 feet, then for a 2 per cent. drop, or a loss of 110.02 =2.2 volts, 
the cross sectional area of the wire will be | 


=4] amperes. 


41 amperes X200 feet X21.6 = 80,509 circular mils... 
2.2 volts | 


The joint resistance of the lamps on a three wire system, however, 
would be four times greater than on a two wire system; consequently the 
resistance of the outer wires of the feeder in this case will be four times 
greater for the same percentage of loss, and the cross sectional area of each 
of the outer wires will be, 80,509-+4=20,127 circular mils. According 
to the Underwriters’ rules, this value compels the use of No. 6 B. & S.: 
gauge wire. 


If the Jamp voltage, 110 volts, be used, the two wire formula 
(5) given on page 3,026 must be modified to 


amperes X feet 21.6 . 


circular mils = 
| drop x4 
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but if an over all voltage (that 1s, the voltage between the 
outer wires), of 220 volts be used, the two wire formula does 
not require any modification. 

The proper size of wire may also be calculated by means of 
the formula 


drop 


= resistance per foot.......... 1 
2x distance X amperes Pp (1) 


Example.—lIf in calculating a three wire feeder, the over all voltage 
be 220 volts, the drop =4.4 volts, twice the distance =400 feet, and the 
current = 20.5 amperes, then, 


4.4 volts 


—————$_$_______—___—. = .9005366 oh foot. 
400 feet X 20.5 amperes a: ee 


In the table of the properties of copper wire which gives the resistance 
of various sizes of wire, it will be noted that at all of the given tempera- 
tures No. 8 wire has a resistance greater than the value just calculated, 
therefore, No. 6 B: & S. gauge wire should be used for the outer wires 
of the feeder. In the table the resistance is given per 1,000 feet, hence 
it 1s only necessary to move the decimal point to obtain the resistance 
per foot. This table is shown on pages 3,027 to 3,029. 


If the calculation be based on the lamp voltage, 110 volts, 
the formula (1) must be modified to 


drop <4 
NE ts =resistance.......... re (2) 
2 xX distance X amperes 
In this case, drop=2.2 volts, 2xdistance =400 feet, and 
current =41 amperes, then, 


2.2 volts x4 ~ 8.8 
400 feetx4l amp. 16,400 a 


Size of the Neutral Wire.—In three wire circuits, the size 
of the neutral wire will depend to a great extent upon operating | 
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conditions. In the case of installations which occasionally have 
to be worked as two wire systems, the cross section of the 
neutral wire should be equal to the combined cross 5 section of 
the two outer wires. 


For interior wiring which must pass inspection, the neutral wire must 
always be twice the size of one of the outside wires. However, for general 
distribution, if it be reasonably sure that the system will always be worked 
three wire and that the drop in the two outer wires does not exceed 1% 
per cent., the cross section of the neutral wire may be made smaller than 
that of one of the outer wires. In such a case the size of the neutral wire 
may be calculated for a maximum unbalancing of 25 per cent., when the 
current in one of the outer wires is 75 per cent. of the current in the other 
outer wire. 


For instance, suppose that in a balanced system, the total load on 
each of the outer wires of a feeder be 211 amperes, and that on account 
of certain operating conditions, this load has to be divided unequally so 
as to put 242 amperes on one of the outer wires, and 181 amperes on the 
other outer wire. In this case the neutral wire will. carry 61 amperes, 
or 25 per cent. of the current carried by the heavier outer wire. 


If the drop in the outer wires exceed 114 per cent., the cross section 
of the neutral wire will have to be equal oe or larger than that of each 
of the outer wires, otherwise the drop in the neutral wire will exceed % 
volt with an unbalancing of 25 per cent. 


Figuring in Watt Feet.—By definition a wait foot is the 
product of one watt multiplied by one foot; it is a convenient unit 
for quick calculation with the aid of tables. 


30 Volts 


Rule.—To find the size of wire to carry a given number of watts a given 
distance, on 30 Volt circuits, multiply the distance in feet by the total number 
of watts to be carried (thus obtaining the watt feet), and use the size of wire 
in the table specified for the nearest number of watt feet. 


3,040 D.C. Wiring Calculations 


Table of Watt Feet for 30 Volts 


Between Qand 18,870 watt ft. use No. 12 wire 
“ l 8 : 870 é“ 29 : OOO re 6“ {4 & 10 re 4 
6“ 29 : OOO é 46 : 5A5 “ &c rT res 8 
“ 46,545 é“ 73,018 {4 re 6 re 4 6 
66 73 01 g « 116,363 6 é rt 6 4 
a 116,363 “ 186,180 “ “® “* “ 2 § 
e 186,180 “ 232,727 “© “© “ Jj 
{4 23 2 , 7 27 re 290 : OOO “ «4 re 66 O 
bc 290 000 “ 372 362 = « “ & “« OO 


Example.—Ten 20 watt lamps are to be installed in a barn 200 ft. 
distant. What size wire is required for a 30 volt circuit? 


Load = 10 X20 x 200 = 40,000 watt ft. Nearest size wire from table is 


No. 8. 
110 Volts 


Rule.—In using the table just given for 110 volts multiply either the waits 
or the distance by 32%, because for a given load the current is reduced 
110 +30=324 times as compared with 30 volts. 
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TEST QUESTIONS 


_ What happens when a current of electricity passes 


through a wire? 


. How does the temperature of the wire.increase with 


respect to the current? 


. How is the safe carrying capacity of wire determined? 
. What is a circular mil? 

. Define mil foot and lamp foot, also ampere foot. 

. Explain the electrical center of distribution, and how 


it is calculated. 


. Name four known factors which enter into the calcu- 


lation of wire sizes. 


. Explain fully the method of calculating wire sizes. 
. What is the meaning of the factor 10.8, also 21.6 in 


the equations? 


. Draw diagrams showing symmetrical and un-sym- 


metrical distribution. 


. What precaution should be taken in checking calcu- 


lated wire sizes? 


. What may be done if the calculated size of wire be 


larger than in the table? 


. Describe the method of figuring in watts. 


Upon what does the proper size of wire for a 660 watt 
circuit depend? 


. What is the difference between the ‘tree’ and “‘modi- 


fied tree’ system of wiring? 


. Draw a diagram illustrating distribution with sub- 


feeders (multi-center distribution). 
Upon what does the size of the neutral wire depend? 
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18. Draw diagram illustrating the bridge system of wiring. 


19. What portion of an interior wiring system is usually 
made three wire? 


20. Draw a diagram of a three wire circuit panel board 
with connections for 12 mains. 


21. Describe the method of calculating wire sizes for three 
wire system. 


22. How ts the size of the neutral wire calculated? 
23. Explain the method of figuring in watt feet. 
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CHAPTER 100 


A. C. Wire Calculations 


In the calculation of alternating current circuits, the two 
chief factors which make the computation different from that 
for direct current circuits, are: 





1. Induction and 
2. Power factor. — 


The first depends upon the frequency, and physical condi- 
tion of the circuit, and the second upon the character of the 
load. 


Induction may be neglected in cases where the wires of a circuit are 
not spaced over an inch apart, or in conduit work, where both wires are 
in the same conduit. Induction must be considered on exposed circuits 
with wires separated several inches, especially with large wires. 


The size of wire for any alternating circuit may be deter- 
mined by slightly modifying the formula used in direct current 
work, which as derived on page 3,026, is: 


circular mils = amperes x feet X21.6 by pe ees ae (1) 
drop | 


The quantity 21.6 is twice the resistance (10.8) of a foot of copper 
wire one mil in diameter (mil foot). This resistance (10.8) is multiplied 
by 2, giving the quantity 21.6, because the length of a circuit, or feet 


66 >’ 


in the formula, is given as the ‘‘run’”’ or distance one way, that is, 
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one-half the total length of wire in the circuit, must be multiplied by 2 to 
get the total drop, viz.: 


amperes X feet X10.8X2__ amperes X feet X21.6 
drop drop 


circular mils = 


It is however, sometimes convenient to make the calculation 


in terms of watts. Formula (1) may be modified for such cal- 
culation. : ma 
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Fics. 5,065 to 5,067.—Example of wiring showing where inductance is negligible, and where 
it must be considered in wire calculation. 


In modifying the formula, the ‘drop’ should be expressed 
in percentage instead of actual volts lost, that is, instead of the 


difference in pressure between the beginning and the end of 
the circuit. 


In any circuit the loss in percentage, or 


drop 


JZ loss = ——— 
impressed pressure 


< 100 


from which 
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ZY, loss Ximpressed pressure (2) 


drop = 
° 100 


Substituting equation (2) 1n equation (1) 


circular mils = amperes X leet X21.6 
Z% loss Ximp. pressure 
100 


_ amperes X feet X 2,160 
% loss X1imp. pressure 


Equation (3) is modified for calculation in terms of watts as 
follows: The power in watts is equal to the applied voltage 
multiplied by the current, that is to say, the power is equal to 
the volts at the consumer’s end of the circuit multiplied by the 
current, or simply 

watts = volts x amperes 


from which 


W 
amperes = ——— 
vO 


Substituting this value for the current in equation (3) and 
remembering that the pressure taken is the volts at the con- 
sumer’s end of the line | 


watts 
volts 
% loss X volts 


< feet x 2,160 





circular mils = 


_ watts x feet x 2,160 
% loss X volts? 
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This formula (5) applies to a direct current two wire circuit, 
and to adapt it to any alternating current circuit it is only 
necessary to use the letter M, instead of the number 2,160, thus 


watts x feet x M (6) 
% loss x volts? °° 


in which M, is-a coefficient which has various values according 
to the kind of circuit and value of the power factor. These 
values are given in the following table: 


circular mils = 


Values of M. 


POWER FACTOR 


SYSTEM [_ 


‘Single phase | 2,160] 2 249 2,400] 2,660! 3,000} 3,380! 3,840) 4,400] 5,112] 6,000 

| or Phase 1,080] 1,125] 1,200] 1,330] 1.500} 1,690] 1,920] 2,200] 2,556] 3,000 
wire 

Tite piste 1,080] 1,125] 1,200! 1,330] 1,500]1,690 |1,920 | 2,200] 2,556] 3,000 
wire 





It must be evident that when 2,160 is taken as the value of 
M, formula (6) applies to a two wire direct current circuit and 
also to a single phase alternating current circuit when the 
power factor 1s unity. 

In the table the value of M, for any particular power factor 
is found by dividing 2,160 by the square of that power factor 


NOTE.—The above table is calculated as follows: For single phase M =2,160 +power 
factor? X100; for two phase four wire, or three phase three wire, M =}% (2,160 +power fac- 
tor?) 100. Thus the value of M, for a single phase line with power factor .95 =2,160 + .95: & 
100 =2,400. 
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for single phase and twice the square of the power factor for - 
two phase and three phase. 

Since the two phase system 1s virtually two single phase sys- 
tems, the four wires of the two phase system are half the size 
of the two wires of the single phase system, and accordingly, 
the weight is the same for either system, when the load, volt- 
age and power factor are the same in each case. 


*Values of Yr. 






‘Power FActox 





SYSTEM a) | 
98 90 ; .80 10 












Single phase.........- 1.00 498 } ..90 .80 70 | 
Two phase, 4 wire..... 2.00 | 1.96 ¢ 1.80 | 1.60 | 1.40 
Three phase, 3 wires...| 1.73 | 1.70 | 1.55 | 1.38 | 1.21 







Although there is no saving in copper in using two phases, 
the two phase system has the advantage over the one phase 
system in that it is more desirable on power circuits, because 
two phase motors are self-starting. 


That is to say, the rotating magnetic field that can be produced by a 
two phase current, permits an induction motor to start without being 
equipped with any special phase splitting devices which are necessary on 
single phase motors, because the oscillating field produced bya single 
phase current does not produce any torque on a squirrel cage armature 
at rest. 





—_~ 


* NOTE.—This table is for finding the value of the current in line, using the formula ,I = 
W +(E XT), in which I =current in line; E =voltage between main conductors at receiving 
or consumers’ end; W =watts. For instance, what is the current in a two phase line trans- 
mitting 1,000 watts at 550 volts, power factor .80? I =1,000 + (550 K1.60) =1.13. 
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The following 1s a comparison between the single, two and 
three phase systems as to size and weight of wires:— 


Each wire of the three phase system is half the size of one of the wires 
of the single phase system, hence the weight of copper required for the 
three phase system is 75% of that required for the single phase system. 


Since in the two phase system half of the load is carried by each phase, 
each wire of the three phase system is the same size as one of the wires 
of the two phase system, hence, the copper required by the three phase 
system is 75% of that required by the two phase system. 


Example.—What size wires must be used on a single phase circuit 
2,000 feet in length to supply 30 kw. at 220 volts with loss of 4%, the power 
sattor being .9? 


The formula for circular mils is 


circular Palak Scaba easter anu es. sare ara oes Shon desse ues (1) 


% loss X volts? 
Substituting the given values and the proper value of M, from the 
table in (1) 


circular mils = 30,000 X2,000 X2,660 _ 


= 82,438 
4X 220? 


Referring to the table of the properties of copper wire, (pages 3,027 to 
3,029) the nearest larger size wire is No.1B.&S. gauge having an area of 
-- -» 88,690- circular mils. 


Drop.—In order to determine the drop or volts lost 1n the 
line, the following formula may be used: 


- & loss x volts 
drop= Fog SD 
in which the % loss is a percentage of the applied power, that 
is, the power delivered to the consumer and not a percentage of 


the power at the alternator. ‘Volts’ 1s the pressure at the 
consumer’s end of the circuit. 
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Value of “S”’ for 60 Cycles 


Spacing of 
conductors 


10,380 





The coefficient S, has various values as given in the accom- 
panying tables. As will be seen from the table, the value of S, 
to be used depends upon the size of wire, spacing, power factor 
and frequency. 


These values are accurate enough for all practical purposes, and may 
be used for distances of 20 miles or less and for voltages up to 25,000. 


The capacity effect on very long high voltage lines, makes this method 
of determining the drop somewhat inaccurate beyond the limits above 


mentioned. 
Example.—A circuit supplying current at 440 volts, 60 frequency, 


with 5% loss and .8 power factor is composed of No. 2 B. & S. gauge wires 
spaced one foot apart. What is the drop in the line? 
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Value of ‘‘S” for 25 Cycles 


i Spacing of Spacing of Spacing of t Spacing of 
nib — | — 










power factor 













( 
1’ | 37" | 6’"| 12° 24” 













‘§00,000] 500,000 #1.01/1.17 49 
300,000}300 000 41.04/1.10 12 
0,000] 211,600 41.03]1.07 0 
167,800 }1.00/1.05 00 
133,100 #1.00/1.03 00 
105,500 [1.00}1.01 00 

690 
00 





JOD ODAT Mom ote oSssse 


i) 


= 





According to the formula 


loss <volts 
drop = 2108s Xvolts 
oP 100 


Substituting the given values, and value of S, as obtained from the 
table for frequency 60 | 


xs 


_9X440- 0, 55 
drop = 700 X1=22 volts 





Current.—As has been stated, the effect of power factor less 
than unity, 1s fo increase the current; hence, in inductive circuit 
calculations, the first step is to determine the current flowing 
in a circuit. This is done as follows: 


current = apparent load Cs A pees dee eso (1) 


volts 


and 


‘Capacity 
of Con- 


ductor, }|— 
C.M 


apparent load = 
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watts 
power factor 


Stranded Copper Conductors 


Number of Wires in the Strand 








19 37 | ret) | 61 91 | a | 169 | 217 
Diameter of Each Wire'in the Strand in 
* Decimal Parts of an Inch 
.38243 | .2325 | .2020] .1810 | .1482 | .1255 | .1226) .1088 | .0960 
- ,8034 | .2175 |. .1889 | .1694 |; .1386 | .1174} -1147] .1018 | .0898 
-2810 | .2013 | .1750} .1568 | .128 .1087 | .1062 | .0942 |; .0831 
.20965 | .1838 | .1597 | .1431 | .1172} .0992 | .0969 | .0862 | .0759 
2294 | .1644| .1429) .1280 |; .1048; .0887 | .0867 0769 | .0679 
.2236.| .1602} .1392 | .1248 | .1021,} .0864 | .0845 0750 | .0662 
.2176 | .1559 | .13855 |) .1215 | .0994 | .0841 | .0822 0730 | .0644 
-2115 | .1516 | .1317 | .1181 | .0966} .0818 |} .0799 0709 , .0626 
.2052 | .1470 |} .1278 |} .1145 | .0937 | .0794 | .0776 | .0688 | .0607 
.1986 | .1424 |) .1237] .1109] .0908 | .0768 | .0751 | .0666 | .0588 
.1919 | .1875 |} .1195 {| .1071 | .0877 | .0742 | ..0726 | .0644 | .0563 
.1850 | .13825 | .1152 | -.1032 | .0845 |} .0716 | .0699 | .0620 |; .0547 
1776 |) .1273 | .1107 | .0992 | .0812} .0687 | .0672 | .0596 | .0526 
1701 | .1219 | .1049 |; .0950 | .0777 |} .0658 | .0643 |] .0570; .0503 
.1622 | .1162; .1010 | .0905 0741 0627 | .0613 | .0544 | .0480 
-1539 } .1103 | .0958 | .0859 0703 | .0595 | .0581 | .0516 | .0455 
.1451 | .1040 | .0904 0810 | .0663.; .0561 | .0548 |} .0487 | .0429 
1357 | .0973 | .0845.| .0757 0620 | .0526 | .0513} .0455 | .0401 
1257 | .0901.} .0783 0701 0573 | .0486| .0475 | .0421 | .0372 
1147 | .0822 | .0714] .0640 | .0524 | .0444 |] .0435 | .0384 |) .0340 
1055 | ..0756 | .0657 0589 0482 | .0408 |} .0309 | .0354 |) .0312 
.0940 | .0673 |} .0586 |} .0525] .0429 |} .0363 | .0355 | .0315 | .0278 
.0836 | .0599 |} ~0521 | .0467 | .0382 0323 | .0316 | .0281 | .0248 
.0746 | .0534 | .0464 0416 | .0340 | .0288 | .0282 |) .0250 | .0221 
.0663 | .0475 |} .0413 | .0370 | .0303 | .0252 | .0251 | .0222 | .0196 | 
.0592 | .0423 | .0369 0329 | .0269 | .0228 |) .0224 ) .0199 | .0175 
.0526 | .0377 | = .0327 0294; .0240; .0203) .0199 | .0176 | .0156 
.0468 | .0335 | .0290 0261 | ~ .0214 | .0179 | .0177 | .0157 | .01389 
.0417.| .0299 | .0259 | .0233 | .0190 | .0161 | .0158 | .0140; .0121 
.0372 | .0266 |} .0231 | .0207; .0169; .0143] .0141 | .0125; .0110 5 
.0293 |; .0211 0184 | .0164} .0135] .0114{ .0111 | .0098 ; .0087 
.0233 ; .0168 | .0145 | .0129 |; .0106 | .0090; .0088; .0078 | .0069 
.0185 | .0133 | .0116 | .0104 | .0085 |} .0072 |; .0070} .0062 | .0055 § 
0147 | .0105 | .0091 | .0082 0069 | .0057 | .0056 | .0049 | 0043 


CIRCULAR MiL.—A unit of area employed in measuring the cross-section of wires, equal, approxi- 
mately, to 0.7854 square mils; the area of a circle one mil. in diameter. 


EXAMPLE: The circular millage measurement of 4/0 American Wire Gauge (B. & S.) is the 
square of the diameter in muils.—7.e., .460 x .460 = 211,600 cm. 


SQUARE MIL.—A unit of area employed in measuring the areas of cross-section ot wires, equal to 
-000001 square inch; a unit of area equal to 1.2732 circular mils. 
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Substituting (2) in (1) 


watts tt 
current = Power factor = _ Watts ste ae eae ce (3) 
~ volts” power factor x volts 


Figuring with Watts.—The table given on page 3,047 is for 
finding the value of the current in the line using the formula. 


I=W+(ExXT) 


in which IJ =current in line; E, voltage between main conductors at re- 
ceiving or consumers’ end; W = watts. 


Example.—What is the current in a two phase line transmitting 1,000 
watts at 550 volts, power factor .8? Substituting, I =1,000~+ (550 1.6) 
=].13 amperes. 


There is no saving in copper using two phases, but it is desirable on 
power circuits because two phase motors are self-starting. For equal work- 
ing conditions, each wire of the three phase system is half the size of one 
of the wires of the single phase system, hence the weight of copper required 
for the three phase system is 75% of that required for the single phase 
system. Since in the two phase system half of the load is carried by each 
phase, each wire of the three phase system 1s the same size as one of the wires 
of the two phase system, hence, the copper required by the three phase 
system is 75% of that required by the two phase system. 


Example.—What size wire must be used on a single phase circuit 2,000 
feet in length to supply 30 kw. at 220 volts with loss of 4%, the power 
factor being .9? 


The formula for circular mils is 


watts * feet * M 


eieular mils = ————_—__——_ 
% loss X volts? 


Substituting the given values and the proper value of M from the table, 
in (1) 
30,000 « 2,000 x 2,660 


ern = 82,438 


circular mils = 


Referring to the table of the properties of copper wire, the nearest 
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larger size wire is No.1 B.&S. gauge having an area of 83,690 circular 
mils. 


Additional Wiring Formulz.—For most practical purposes 
the following formule can be used to determine the size of 
copper conductors, current per wire, and weight of copper per 
circuit for any system of electrical distribution. 


Area of wire in circular mils = Dx W K 
Px E?2 


DXxW 
cm X E2 


o 
U 
| 


Current in main wire = 


m= 


7 DoxWxKxA 
Weight of copper = ————“_ pounds. 
. Pe PXE?X 1,000,000 - 


In these equations the symbols used denote the following 
quantities: 
W =total watts delivered 
D =distance of transmission, one way in feet 


E=voltage between main wires at the receiving or consumers’ end of 
circuit 


P=loss in line in per cent. of power delivered, 1.e. of W, this being a 
whole number. K, T and A, are constants given in the following table: 


7 Formulz Constants 


Values of K Values of T 
System Values of ir Per Cent. Power Factor Per Cent. Power Factor 


phase, & DC] 6.04 es 2400 | 2660 | 3000 | 3380 
2 phase A wire.| 12.08 || 1080 | 1200 | 1330 | 1500 | 1¢90 
9 hase-3 Wire| 9:06 | 1080 | 1200 | 1330 | 1500 | 1690 
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These constants depend upon the system of distribution as well as the 
conditions of the circuit. For direct current K =2,160, T=1 and A=6.04. 
For any particular power factor the value of K, is obtained by dividing 
2,160, the value for continuous current, by the square of the power factor 
for single phase and by twice the square of the power factor for three wire 
three phase, or four wire two phase. In direct current Edison three wire 
systems, the neutral should be made of one-third the section obtained 
by the formula for either of the outside mains. In both direct and alter- 
nating current systems, the neutral wire for secondary mains (1.e. service 
connections) and house wiring, should be taken as large as the other wire. 


The three wires of a three phase circuit and the four wires of a two phase 
circuit, should all be of the same size, and each wire should be of the cross 
section as obtained by the proper application of the first formula. 


‘Physical Properties - Copper, Aluminum, Iron and Steel Wire 


Physical Properties 99 gas age fee . B.) (Siemens 
Conductivity, Matthiessen’s Standard| 99 to 102 | 96 to 99 7 to 3 16.8 8.7 


Gait aameinudebaasenans 10.57 16.7 62.9 
55,700 | 88,200 | 332,000 


cir. mils cir, mils cir. mils 
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Temperature co- “efficient per degrees F. 
Mean valtiess.i-..2 5.630.460 e004 236054 
Temperature co-efficient per degrees 


































Mean values: .............0.. .0040 SO0S0" 1 seem cece 
Specific gravity. Mean values....... : 2.68 
Pounds per 1,000 feet per circular mil. .000909 
Weight, in pounds per cubicinch..... .0967 





Specific heat. Mean values.......... .214 
Melting point in degrees F. Mean 
VaAlUCS x deci xtieu Mawdwine cede sieres 1157 
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Mean co-efficient of linear expansion. 
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Modulus of elasticity 
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The ‘following assumed values of power factors for circuits 


may be used in any calculation when their exact values are not 
known: 


Incandescent lighting and synchronous motors, 95 per cent. 
Lighting and induction motors, 85 per cent. 
Induction motors alone, 80 per cent. 


TEST QUESTIONS 


. What are the two chief factors to be considered in the 


calculation of a.c. circuits? 

Upon what does induction depend? 

In what cases may induction be neglected? 

Describe in full the method of calculating the size of 
wire for any a.c. circuit. 

Is it sometimes convenient to make the calculation in 
terms of watts? 


. In modifying the d.c. formula, how should drop be 


expressed ? 

How is equation modified for calculation in terms of 
watts ? 

How are the wire sizes for three phase systems deter- 
mined? 


. Give a formula for drop. 
. What is the effect of power factor less than unity? 
. Is there any saving in copper by using the two phase 


system? 


. What is the advantage of using the two phase instead 


of one phase system? 
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, Eee] 


13. Give additional wiring formulae for: 1, area of wire 
in circular mils: 2, current in main wire. 3, 
weight of copper. 

14. Upon what do these formulae depend? 
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CHAPTER 101 


Power Wiring Calculations 


Wire Calculations for D.C. Motors.—The proper size of wire 
for a motor may be readily determined by means of the fol- 
lowing formula: 


H.P.x746 XL X21.6 


circular mils = 
ExDxK 


in which ; 
H.P.=horse power of motor; 
746=watts per H.P.;. 
L=length of motor circuit from fuse block to motor; 
21.6=ohms per foot run in circuit where wires are one mil in diameter; 
E =voltage at the motor; 
D =drop in percentage of the voltage at the motor; 
K =efficiency of the motor expressed as a decimal. 


The average values for K, are about as follows: 1 H.P., .75;.3 H.P., .80; 
5 H.P., .80; 10 H.P. and over, 90 per cent. 


Example.—What is the proper size of wire for a 10 h.p., 220 volt motor 
with 2% drop on 200 ft. circuit? 


Substituting the given values in the above formula: 
10 x 746 X 200 X21 .6 
220 *4.4& .9 


The nearest larger value to this result, in the table of carrying capacities 
of copper wire (page 3,058), is 41,740, corresponding to No. 4 wire, B. & 
S. gauge. 


circular mils = = 36,991 
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In all cases the size of the wire thus found should be compared with that 
allowed by the Underwriters for full load current of motor, plus 25 per cent. 
of that current, and if the size calculated happen to be smaller than the 
allowable size, it should be increased to the latter, otherwise it will not 
pass inspection. 


To determine the current required for a motor, as for instance, the 10 
H.P. motor under consideration, multiply the horse power by 746, and divide 
the product by the voltage of the motor multiplied by its efficiency as follows: 
(10746) + (220 X .90) =37.6 amperes. 


Table of Amperes per Motor 


H.P. Per Cent. Eff. Watts Input. 50 Volts. 100 Volts. 220 Volts. 500 Volts. 
i$ 70 800 16 q 4 2 
1 70 1600 32 15 7 3 
3 758 2980 27 14 6 
§ 80 4660 93 42 21 9 
7% 85 6580 132 60 13 
10 $5 8780 176 80 40 18 
15 85 13200 264 120 60 26 
20 85 17600 352 160 80 35 
25 21900 438 199 100 44 
30 90 24900 498 226 113 50 
-40 90 33200 664 301 151 66 
50 90 41400 §28 376 188 83 
60 90 49700 994 452 226 99 
70 90 1160 §27 264 116 
80 90 66300 1330 302 1 
90 90 74600 1490 678 339 149 
100 90 82900 1660 755 377 166 
120 90 99500 1990 905 453 199 
150° 90 124000 2480 1130 564 248 
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Wire Calculations for A.C. Motors.—If the efficiency and 
power factor of an a.c. motor at a given horse power load be 
known, the current in amperes per phase which will be re- 
quired to drive the motor at rated voltage is given by the 
formula: 


horse power < 746 


amperes = 
K X volts Xefficiency < power factor 


in which 
K =1 for single phase; 
= 2 for two phase, four wire system; 
= V3 for three phase, three wire system. 


Example.—A 50 horse power, 440 volt motor has a full load efficiency 
of .9 and power factor of .8. How much current is required: 1, for single 
phase motor; 2, for three phase, three wire motor? 


1. For single phase motor. 
Substituting in the formula and taking K=1 


00 X 746 


—_____—__———. = ]17.6 
1x440X .9X .8 


amperes = 


2. For three phase, three wire motor. 
Substituting in the formula and taking K=V 3 =1.73 


50746 — 


amperes = ————~_____ = 
eS 1 .73X440X.9X 8 


Example.—A 50 horse power single phase 440 volt motor, having a 
full load efficiency of .92 and power factor of .8, 1s to be operated at a 
distance of 1,000 feet from the alternator. The wires are to be spaced 
6 inches apart and the frequency is 60, and % of loss 5. Determine: A, 
electrical horse power; B, watts; C, apparent load; D, current; E, size of wires; 
F, drop; G, voltage at the alternator. 


A. Electrical horse power 


EHP. _ brake horse power | 50 54 3 
efficiency 92 
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or, 
54.3 < 746 = 40,508 watts 


B. Watts 
watts =E.H.P. «746 =54.3 « 746 = 40,508 


C. Apparent load 


apparent load or kva = ——_____— = —-—._ = 50,635 
power factor 8 


D. Current 


current = ————_—_______—_ = ——_— = 115 amperes 


E.. Size of wires 


es watts < feet X M _ 40,508 1,000 X3,380 ~ 141,443 
% loss X volts? 5 x 4402 


From table page 3,027, nearest size larger wireis No. 000 B. &S. gauge. 


F. Drop 


5X 440 
2 loss Xvolts yg 961,17 = 25.74 volts 


d _ 
a 100 fine 


NOTE.—Values of S are given on page 3,049. 


G. Voltage at alternator 
alternator pressure = volts at motor-+drop = 440+25.74 = 465.7 volts 
The following table gives minimum size wire for d.c. motor 


wiring when wires are concealed or partly concealed, also good 
practice for open wires. 
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Minimum Wire Sizes for D.C. Motors 
(Western Electric Co.) 


Size wire B. & S. Gauge Size wire B. & S. Gauge 

30 110 220 30 110 220 

H.P. volts volts volts HP. volts volts . volts 
1/16 14 sei ; 3 ef 10 14 
A 14 oh a 4 _ 8 12 
\% 10 14 14 5 ae 6 10 
l 8 14 14 7% ag 4 8 
Z 12 14 10 a 3 6 


This table shows only safe size of wire to avoid overheating. If motor 
be over 30 ft. from dynamo, larger wire must be used. Find amperes in 
the table which follows and select size of wire by using the table of watt 
ft., page 3,040, dividing the watt ft., by the proper factor for voltages other 
than 30. 


Approximate Amperes Taken at 30 Volts 








— Motors —Mazda Lamps—~ 
Horsepower Amperes Watts Amperes 
1/16 21% 10 “3 
Vy 5 20 oh 
» 9 40 1.3 
% 16 75 250 
1 30 
Amperes Amperes 
6 in. 4 blade fan motors...... ..80 Coffee percolator............ 14.0 
12 in., 6 blade fan motors....1.00 Water heater...............15.6 
Flatiron.................. .16.4 Soldering iron.............. 10.0 
Toaster....................15.0 Cleaner.................... 4.0 
Disc heater................ 15.0 Washing machine........... 8.0 
Water heater............... 9.4 Sewing machine............ .66 


Example.—What size wire is required for a 1 h.p. 220 volt motor 
located 200 feet from the dynamo? 


From the table of approximate amperes at 30 volts, a 1 h.p. motor 
would require 30 amperes. Load at 30 volts =30 «30 «200 = 180,000 watt 
feet, and for 220=180,000 X30 +220 =24,545 watt feet. Size wire for 
table of watt feet, page 3,040, for 30 volts is No. 10.. 
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Data Relating to Standard Annealed & Cleaned 
Bare Copper Cable Stranded 


Approximate Values 


; Number Diameter Diameter Weight Weight Area Strand | Resistance 

a Phas of Wires Each Wire, | of Strand, Boe ibid 4 per Mile, Square, eel Ae ge 

mS: in Strand Inches Inches Pounds Pounds Inches F or 20°C. 
2,000,000 91 1482 1.6302 6164 ; 32546 1.56874 00530 
1,750,000 91 1386 1.5257 5394 28480 1.36494 00607 
1,500,000 91 1284 1.4124 4623 24409 1.17831 00707 
1,250,000 91 1172 1.2892 3853 20344 98170 00852 
1,000,000 61 1280 1.1520 3081 16268 78494 01060 
950,000 61 1248 1.1232 2927. 15455 74618 01115 
900,000 61 1215 1.0935 2773. 14641, 70724 01179 
850,000 61 1181 1.0629 2619. 13828 , 66852 01247 
800,000 61 1145 1.0305 24605. 13015. 62810 01325 
750,000 61 1109 9981 2311. 12202. 58922 01413 
700,000 61 1071 9639 2157. 11389 54954 01514 
650,000 61 1032 9288 2003. 10576 51020 01630 
600,000 61 0992 8928 1849, 9763 47146 01767 
550,000 37 1219 8533 1694, 8944 43181 01925 
500,000 37 1162 8134 8131. 39237 02116 
450,000 37 1103 7721 1386. 7318. 35234 02349 
400,000 37 1040 7280 1232. 6505 31431 02648 
350,000 37 0973. 6811 1078. 5692. 27512 03026 
300,000 19 1257 6285 923. 4873 23591 03531 
250,000 19 1147 5738 769, 4060 19635 04233 
211,600 19 . 1055 .9275 647.1 3416.7 . 16609 .04997 
167,772 19 094 . 4700 513.2 2709.7 . 13187 .06293 
133,079 7 . 1378 .4134 405.9 2143.2 . 10429 .07935 
105,625 7 . 1228 . 3684 321.7 1698.6 .08303 . 10007 
83,694 7 . 1093 . 3279 200.2 1347.5 . 06559 . 12617 
66,358 7 .0973 . 2919 202.4 1068.7 .05205 15725 
n2,624 7 .0867 . 2601 160.5 847.4 .04132 . 19827 

41,738 7 0772 . 2316 127.3 672.1 .03276 25000 - 
26,244 7 0612 1836 80.0 422.4 .02059 39767 
16,512 7 0485 . 1458 50.3 265.6 ,01298 . 62686 
10,384 7 0385 .1155 31.6 166.8 .00815 1.00848 
6,528 7 0305 .0915 19.9 105.1 .00511 1.59716 
4,108 7 0242 .0726 12.5 66.0 00322 2.54192 


Construction of Stranded: GCopper-Conductors 


To ascertain the diameter of the wires in a cable of any given capacity, divide the circular mils. 
capacity of the cable by the number of wires in the strand and extract the square root of the quotient. 
The result thus obtained gives the diameter in mils. of the wires composing the strand. 

To ascertain the diameter of a concentric strand of 7, 19, 37, 61, 91, 127 or 169 wires: 

7 wire strand, diameter equals 3 times diameter wires composing strand 
19 wire strand, diameter equals 5 times diameter wires composing strand 
37 wire strand, diameter equals 7 times diameter wires composing strand 
61 wire strand, diameter equals 9 times diameter wires composing strand 
91 wire strand, diameter equals 11 times diameter wires composing strand 

127 wire strand, diameter equals 13 times diameter wires composing strand 
169 wire strand, diameter equals 15 times diameter wires composing strand 

The diameter of a 49-wire conductor, rope lay (7x7), equals 9 times the diameter of the individual 
wires, and the diameter of a conductor of 133 wires (7x19) equals 15 times the diameter of the indi- 
vidual wires. 

To ascertain in circular mils. the capacity of a cable of which the number and diameter of the 
component wires are given, square the diameter (in mils.) of the individual wires and multiply the 
product by the number of wires in the strand. 

All rules and data here given are based upon strands in which all of the individual wires are of 
the same size. The use of two or more different sizes of wire in the same strand complicates the sub- 
ject to such an extent as to prevent giving specific instruction or rules._ 
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3,066 Power Wiring Calculations 


Ratings in Watts.—A motor is rated by the power it de- 
livers, not by the power it takes. The figures given are the 
approximate watts at full load. 


Approximate Watts 
(Western Electric Co.) 


l/;, H.P. motor ............. 75 Washing machine, !/, H.P... .230 
14 H.P. motor...............150 . Dish washer, !/7 H.P.........200 
1/, H.P. motor...............210 6in. fan........ 20. eee, 23 
17 H.P. motor...........°...270 9 in. fan, non-oscillating...... 25 
Sewing machine............. 20 Electric iron................. 500 
Vacuum cleaner, !/;. H.P..... 120 Toaster.................004. 440 
Vacuum cleaner, !1/, H.P...... 230 450 
Disc heater (various sizes)...} to 

600 


Underwriters’ Requirements. for Wire Sizes.—As_ before 
stated in all cases the size of the wire thus found should be com- 
pared with that allowed by the Underwriters for full load current 
of motor, plus 25 per cent. of that current, and if the size calcu- 
lated happen to be smaller than the allowable size, it should 
be increased to the latter, otherwise it will not pass inspection. 


Code. 
808. Motors and Motor Circuits 


a. Motors used for continuous duty. Except as otherwise provided in this section, 
the foliowing tables shall govern the minimum allowable size of the conductors of any indi- 
vidual motor circuit from the main or feeder to the motor, and the maximum allowable rating 
or setting of the circuit and motor automatic overload protective devices to be used in each 
ungrounded conductor of any individual motor circuit. These tables are based upon a con- 
ductor current-carrying capacity and a rating or setting of motor-running protective device 
of 125% of the motor full-load current rating, with branch-circuit fuse protection according 
to the following percentages of the motor full-load current. 


Per Cent. 
Motor Full- 
Type of Motor Load Current 
Single-phase, repulsion or split-phase starting................... 300 
Squirrel-cage, full-voltage starting... ....... 0.0.0.0. 0000.0 eee 300 
Squirrel-cage, reduced-voltage starting (not more than 30 amperes) 250 
High-reactance squirrel-cage (not more than 30 amperes)......... 290 
Squirrel-cage, reduced-voltage starting (more than 30 amperes)... 200 
High-reactance squirrel-cage (more than 30 amperes)............ 200 


Slip-ring A.C. and D.C. 2.0... ee ee bat, drat 150 
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Code.—Continued. 


(1) For motors having larger full-load current ratings than those given in these tables, 
‘calculations for the sizes of conductors and rating or setting of protective devices shall be made 


: on the same basis as the foregoing. 


(2) The maximum setting of circuit-breakers for such use shall not be in excess of that 
specified in eub-paragraph 5 of this section. 


(3) Although it is desirable to keep the branch-circuit protection at as low a rating as is 
‘ possible, cutout bases for such branch-circuit fuses shall not be of a smaller size than that re- 
‘quired to accommodate the branch fuses specified in the following tables for any value of 


i motor full load current. 


(4) The rating of a combination cutout and switch used as a motor-controller shall be 
i such that the cutout will accommodate the size of fuse specified in the table for motor-running 
. protection. The rating of a combination cutout and switch at a service supplying motors or 
,at a tap for a motor branch-circuit shall be such that the cutout will accommodate fuses rated 
:not less tham is specified in the table for motor branch-circuit fuses. 


(5) Where thermal cutouts or thermal relays are used for time-limit automatic overload 
‘ protection and the values given in Column 6 of Table 1 following do not correspond to 
. Standard sizes or ratings, the next higher standard rating or size of thermal cutout or relay 
(may be used. For long runs it may be necessary, in order to avoid excessive voltage drops, 
-to use conductors of sizes larger than the minimum sizes given in the following tables: 


TABLE 1. 


For Selecting Wire and Fuse Sizes for Motor Branch-Circuits. 


Maximum Allowable Rating of Branch Circuit Fuses 
(See table following the first paragraph of this section} 
For Running Protection Squirrel-cage, Squirrel-cage, Squirrel-cage, 


Full. of Motors _ _ full-voltage reduced:voltage reduced-voltage Slip. 
load. Minimu:zn allowable size of Max. Max. Setting starting. Starting. Starting. Ring 
current copper wire, Am. gaugeor Rating of time-limit Single-phase High-reactance High-reactance A.C. 
rating of cir. mils. of N.E.C.- protective repulsion or squirrel-cage**® squirrel-cage**®* * and 
motor fuses device split-phase. (upto 30a.). (above 30a.) D.C, 
Am- Varnished Slow . 
_ peres Rubber Cambric Burning Amperes Amperes Amperes Amperes Amperes Amperes 


1 2 3 4 5 - 6 7 8 9 10 


Sep 
are 
<a 
Dp 
én 
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=D 
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TABLE 1 (continued). 
For Selectirig Wire and Fuse Sizes for Motor Branch-Circuits. 


Maximum Allowable Rating of Branch Circuit Fuses 
(See table following the first ‘paragraph of this section) 










































Pdr Running Protection Squirrel-cage, Squirrel-cage, Squirr cage. 
Fofl- ' of Motors ; full-voltage seducedvoltape reduced-voltage Slip- 
load Minimum allowable sizeof Afax. Max. Setting starting. _ btarting. etareng. Ring 
crent copper wire, Am. gauge or Rating of fime-limit Single-phase High reactence High-reactance A.C. 
rating of ‘ cir. mils. of N.E.C, protective repulsion or wo rrel-cage**® gquirrel-cage*** and 
motor ; fuses device split-phase. up 60 30 a.) “le ove 30a.) D.C. 
Am- Varnished Slow 
peres Rubber Cambric Burhing Amperes Amperes meaperes Amperes Amperes Amperes 
1 2 3 4 5 6 «- 8 9 10 
22 ry 10 0 30 © 27.50 0 60 — 35 
24 ' 10 10 30 30.00 80 60 a 40 
26 8 8 8 35 32.50 80 70 = 40 
"28 8 8 8 35 35.00 90 70 one 45 
30 6 8 8 40 37.50. 90 80 ome 45 
32 6 8 8 40 40.00 100 — 70 $0 
34 6. 6 8 45 42.80 110 — 70 60 
36 6 6 _ 8 45 45.00 110 ay 80 60 
6° 6 8 =~ 80 
6 6 8 ome 
5 6 6 om 
5 6 —6~6 tai 
4 6 6 : — 
4 6 6 : eae 
4 5 6 ; aoe 
4 5 6 5. a 
4 4 6 : — | 
56 4 4 6 70 70.00 — 120 90 
$8 3 4 § 70 72.50 175 om 120 90 
60 3 4 5 80 75.00 200 ome 120 90 
62 3 4 5 80 77.50 200 =e 125. 100 
64 A 4 5 80 80.00 ii << 150 100 
66 2 4 4 80 82.50 200 om 150 1¢0 
68 2 4 4 90 85.00 225 mee 180 110 
70 2 3. 4 90 $7.50 225 com 150 110 
72 2 3 4 90 90.00 225 —_ 150 110 
74 1 3 3 90 92.5C 225 — 150 125 
76 1 3 3 100 95.00 250 some 175 125 
78 | 2 3 100 97.50 250 oe 175 125 
80 1 2 3 100 100.00 250 —_ 375 125 
82 0 2 2. 116 102.80 250 _ 175 125 
84 0 2 2 110 105.00 250 — 175 150 
86 0 2 2 110 107.50 300 — 175 150 
0 2 “2 
0 1 3 
0 2 2 
0 1 2 
0 3 2 — 
0 0 2 =e 
0 Q 2 — 
0 1 — 
0 1 — 
0 1 : — 
0 0 1 : — 
00 0 6. ard 
130 000 00 0 175 162.5 400 —. 300 200 § 
135 000 60 0 175 169.0 450 —_ 300 225 
140 , 000 00 0 175 175.0 450 — 300 225 
145 200,000 000 0 200 181.5 450 — 300 225 
150 . 200,000 000 0 +200 187.5 450 — 300 225 
4155 200,000 000 0 200 194.0 500 — 350 259 
160 200,000 000 0 200 200.0 500 — 350 250 
165 0000 000 00 225 206. 500 — 350 250 
170 0000 200,000 00 225 213. S00 — 350 300 
175 0000 200,000 » 00 225 219. 600 = 350 300 
180 0000 200,000 00 225 225. 600 oe 400 300 
185 250,000 200,000 000 250 231. 600 —_ 400 300 
190 250,000° 200,000 000 250 238. 600 — 400 300 
193 ‘250,000 0000 000 250 244, 600 =e 400 300 
200 250,000 0000 000 250 250." 600 o— 400 300 
210 $00,000 0000. 000 250 263. its — 430 350 
220 300,000 230,000 009. = 300 275. si — 450 0 
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TABLE 1 (continued) 


For Selecting Wire and Fuse Sizes. for Motor Branch-Circuits. 


Maximum Allowable Rating of Branch Circuit Fuses 
(See table following the first paragraph of this section} 
For Runnin Protection Squirrel cage, Squirrel cage, Squirrel cage, 
oO ot 



























Full ors full voltage reduced voltage reduced voltage Slip 
load Minimum allowable size of Max. Max. Setting _ starting. starting. Starting. _ Ring 
current copper wire, Am. gaugeor Rating of time limit Single phase High reactance Highreactance A.C. 
rating of cir. mils. oO protective repulsionor s6quirrel cage*** squirrel cage***® and 
motor ; fuses device split phase. (up to 30 a.). (above 30a.) D.C. 
Am- Varnished Slow 
peres Rubber Cambric Burning Amperes Amperes Amperes Amperes Amperes Amperes 
1 aenenca. 3 i ec i Oe ee ae od : 8 | ee aCe O 
350,000 250,000 ~200,000 300 288. omen om $00 350 
350,060 250,000 200.000 300 300. — — 500 400 
400,000 300,000 0000 300 313. ~— — $00 400 
400,000 300,000 +0000 =350 ~—_—si328. = ees 600 400 
oy ane 600 450 
oe _— 600 450 
ons one 600 450 
- — ema —_ 500 
500,000 _ - — 
600,000 . —_ —_ — 
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00,000. 
000 800.000 





FULL-LOAD MOTOR CURRENTS. 


TABLE 2. 


Two-Phase A.C. Motors (4-wire).t ° 
Squirrel-Cage Wound-Rotor and High-Reactance 


ep Squirrel-Cage Type 
Induction-Type i Amperes 


Amperes 


110V°~—s- 220 440 





< 


550V 


‘A th 


4 =—= 
4. 

5. : 1,3 
7 

0 


WON |e Wa) |] eee ew 


3,070 Power Wiring Calculations 





Code.—Contiuned. 


TABLE 3 
Single-Phase A.C. Morors. 


AMPERES 








{Values of current in common wire of 2-phase\ 3-wire ‘system ‘will be 1.41 times values given. 
SThese vatues ef full-lead currents are average. for all speeds and frequencies. . 
*For the rmmeing protection ef motors of 2 H. P. and less see sub-paragraph 1 below. wa 
**Fer the fusing of small motors undér thé pretection ef a single set of ftises see“sub-paragraph 2 below 
¢**High reaetance squicrel-cage motors are these designed to limit the starting current by’ means . 
slot-secondaries or double-wound, secondaries. : 


. @ 
nek Aad om 


TABLE 4. 


Three-Phase A.C, Motors. 
Squirrel-Cage a | tS 


i Wound-Rotor and High-Reactance 
Induction-Type Squirrel-Cage Type 
Amperes Amperes | 
220 440V 550V -220V 440V 
1 


1.3 
1.4 
1.7 
2.4" 
3 
5 
9 
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TABLE 6. 


Direct-Current Motors. 
AMPERES 


Q. 
Sige 
we 
to wie S 
wm 
wm 
° 
< 


WO | WOOD 
\y00 | Www 
CDonloaal! Va 


os 


roe | cnerse | oe | 


00 63 © 


23.6 
30 
38 





Article 19. Lightning Arresters 
1901. In Stations 
a. A lightning arrester shall be connected to each overhead wire entering a station. 


b. Lightning arresters shall be located in readily accessible places, away from combustible 
materials and as near as practicable to the point where the wires enter the station. 


c. Lightning arresters shall be well isolated from other equipment and, if of the oil-filled 
type, shall be placed in a fireproof room or compartment. 


d. Lightning arresters shall be grounded as provided in Article 9 of this code. 


e. All choke coils, or other attachments inherent to the lightning-protection equipment, 
shall have an insulation from the ground or other conductors at least equal to the insulation 
required at the points of the circuit in the station. 


f. Kinks, coils and sharp bends in the wires between arresters and outdoor lines shall be 
avoided as far as practicable. 
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TEST QUESTIONS 


aay 


. Give formula for calculating wire size for a d.c. motor. 


. How should the calculated wire size be checked in all 
cases? 


How is the current required for a motor determined? 


4. Explain in full the method of calculating wire size 
for an a.c. motor. 


5. A 50 h.p., 440 volt motor has a full load efficiency 
of .9 and power factor of .8. How much current 
is required: 1, for single phase motor; 2, for three 
phase, three wire motor? 


6. A 50 h.p. single phase 440 volt motor, having a full 
load efficiency of .92 and power factor of .8, is to 
be operated at a distance of 1,000 feet from the 
alternator. ‘The wires are to be spaced 6 ins. apart 
and the frequency is 60, and % of loss 5. Deter- 
mine: 1, electrical horse power; 2, watts; 3, ap- 
parent load; 4, current; 5, size of wires; 6, drop; 
7, voltage at the alternator. 


7. How is a motor usually rated? 
. Give the Underwriter’s requirements for wire sizes. 


bho 


WN 


ee) 
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CHAPTER 102 


Wire Gauges 


For the purpose of measuring the size of wires a wire gauge 
is used. * 





The sizes of wires were for many years indicated in commercial practice 
almost entirely by gauge numbers. This practice was accompanied by 
considerable confusion because numerous gauges were in use. Wire gauges 
are in use now less than formerly, the specification of diameter directly 
being preferred in many cases and, furthermore, the confusion is dimin- 
ishing because practice is eliminating most of the gauges and is assigning 
well defined fields to the remaining ones. 


The American wire gauge (A.w.g. or B. & S.) was devised by 
J. R. Brown, one of the founders of the Brown and Sharpe 
Manufacturing Co., in 1857. It speedily superseded the Bir- 
mingham wire gauge in this country, which was then in 
general use. It 1s perhaps more generally known by the name 
“Brown & Sharpe Gauge’’ and that name should be used to 
avoid confusion. 


In their catalogues they regularly refer to the gauge as the ‘‘ American 
Standard Wire Gauge.’”’ The word ‘‘Standard”’ is probably not a good 
one to retain in the name of this gauge, since it 1s not the standard gauge 
for all metals in the United States; and further, since it is not a legalized 
gauge, as are the British standard wire gauge and the United States 
standard sheet metal gauge. The abbreviation for the name of this gauge 
has usually been written ‘‘A.w.g.’’; it is better to abbreviate its real name: 
B. & S. 


The American wire gauge is now used for more metals than 
any other in this country, and is practically the only gauge 
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used for copper wire, and in general for wire used in electrical 
work. 


It is the only wire gauge now in use whose successive sizes are deter- 
mined by a simple mathematical law. 


It may be stated that in so far as wire gauges continue in use in the 
United States, the practice has been practically standardized to the use 
of the American wire gauge for wire used in electrical work. 


oe eee 





Circular Scafe 
Straight Scale, 


— 


Fic. 5,068.—Micrometer screw gauge. It consists essentially of a screw whose thread is accu- 
rately turned to a pitch of some convenient fraction of an inch or centimeter. If the pitch 
of the screw in the gauge be 1/20th of an inch, and the circular scale consist of 50 divisions, 
then for each revolution of the screw, the surface B, will travel a distance equal to the pitch, 
that is !/2oth of an inch. The graduations on an instrument of this kind are generally 1/1oth 
of an inch on the straight scale, with shorter lines to mark the half divisions. The thickness 
of a wire on the straight scale can therefore be read to the nearest 1/20th inch. Each division 
of the circular scale represents 1/soth of a revolution of the screw, which corresponds to a 

1 1 

50°! 30 = 1,000 ? 

straight scale be 1 and on the circular scale 35, the distance between A and B, is .1+ .035 = 

.135 inch. 


change in distance between A and B, of n. If then the reading on the 


Sizes of stranded conductors larger than No. 0000 B. & S. 
are specified by the total cross section in circular mils. 


It is becoming more and more the practice for the large electrical com- 
panies and others to omit gauge numbers and the stock sizes of copper 
wire used and specified by those who follow this practice are the B. & S. 
wire gauge sizes, to the nearest mil for the larger diameters and to a 
tenth of a mil for the smaller. Those who use the gauge numbers do not 
draw or measure wires to a greater accuracy than this and accordingly, 
a single system of sizes of copper wire is in use in this country, both by 
those who use gauge numbers and those who do not. 
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The Brown & Sharpe wire gauge has the property, 1n com- 
mon with a number of other gauges, that its sizes represent ap- 
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Fic. 5,069.—Brown and Sharpe (B. & S.), or American Standard wire gauge. This gauge 
was adopted by the brass manufacturers Jan., 1858. ‘The cut is full size, and therefore 
shows the actual sizes corresponding to the gauge numbers. 


proximately the successive steps in the process of wire drawing, 
also, like many other gauges, zts numbers are retrogressive, a 
larger number denoting a smaller wire, corresponding to the 
operations of drawing. 

Its sizes are not so arbitrary and the differences between successive 


diameters are nearer regular than those of other gauges, since it is based 
upon a simple mathematical law. The gauge is formed by the specification 
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of two diameters and the law that a given number of intermediate 
diameters are formed by geometrical progression. Thus, the diameter of 
No. 0000 is defined as .4600 inch and of No. 36 as .0050 inch. There are 
38 sizes between these two, hence the ratio of any diameter to the diameter 


of the next greater number = 


391-46 «039 
2005 = Y92=1.123 


the square of this ratio=1.2610. The sixth power of the ratio, that is, 





Fics. 5,070 and 5,071.—U. S. wireman’s calculating gauge; views showing both sides. On the 
side shown in fig. 5,070, set the required number of feet on the small circle opposite the 
required number of amperes on the large circle, then set the small pointer at the required 
voltage and loss. Then on the other side (fig. 5,071) the large pointer will indicate the 
required size of wire in B. & S. gauge, and will also indicate the safe carrying capacity, 
while the wire may be gauged by slot A (fig. 5,070). 


the ratio of any diameter to the diameter of the sixth greater number = 
2.0050. The fact that this ratio 1s so nearly 2, is the basis of numerous 
useful relations which are given in the following ‘‘Wire table short cuts.”’ 


Wire Table Short Cuts.—Since the Brown & Sharpe wire gauge 
is formed by geometrical progression, the wire table is easily re- 
produced from the ratio and one of the sizes as a starting point. 
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There happen to be a number of approximate relations 
which make it possible practically to reproduce the wire 
table by remembering a few remarkably simple formule and 
data. 


The resistance, mass, and cross section vary with the square of the 
diameter, hence by the use of the square of the ratio of one diameter to 
the next, viz.: 1.2610, it is possible to deduce the resistance, mass, and 
cross section of any size from the next. This number may be carried in 
the mind as approximately 114. 


Furthermore, since the cube of this number is so nearly 2, it follows 
that every three gauge numbers, the resistance and mass per unit length 
and also the cross section are doubled or halved. The foregoing sentence 
1S a concise expression of the chief wire table short cut. 


It is easy to find, say, ohms per 1,000 feet mentally, starting from 
the values for No. 10, the approximate factors for finding values 
for the next three sizes after any given size, are 1.5, 1.6, 


2.0 


Furthermore, every ten gauge numbers, the resistance and mass per 
unit length and the cross section are approximately multiplied or divided 
by 10. 


No. 10 copper wire has approximately a resistance of 1 ohm per 1,000 
feet at 20° C., a diameter of 0.1 inch, and a cross section of 10,000 cir- 
cular mils. The mass may also be remembered for No. 10, viz.: 31.4 pounds 
per 1,000 feet; but it will probably be found easier to remember it for 
No. 5, 100 pounds per 1,000 feet; or for No. 2, 200 pounds per 1,000 feet. 


Between Nos. 6 and 12, inclusive, the reciprocal of the size 
number equals the diameter in inches, within 3 per cent. 


The law of geometrical progression on which the gauge is 
based may be expressed in either of the three following manners: 


1. The ratio of any diameter to the next smaller is a constant number; 


2. The difference between any two successive diameters is a constant 
per cent of the smaller of the two diameters; 
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3. The difference between any two successive diameters 1s a constant 
ratio times the next smaller difference between two successive diameters. 


Miscellaneous Wire Gauges.—The old English or London 
gauge, the sizes of which differ very little from thcse of the 
Birmingham gauge, has had considerable use in the past for 
brass and copper wires, and is now used to some extent in the 
drawing of brass wire for weaving. 


It is nearly obsolete. 


Stubs Steel Wire Gauge 

















Size of Size of Size of Sizeof 
Letter,| Letter moe Number Nee Number ie Number 
in in in in < 
; Decimals. ane Decimals. Gauge. Decimals, a Decimals. . 

~Z | 413 050 
Y 404 .045 
X 97 .042 
W 386 041 

V oll .040 - 
U .368 039 
T 358 .038 
S 348 037 
R .339 .036 
Q 332 035 
YP 25 .033 
O 316 032 
N 302 031 
_M | 295 030 
Kk 281 .027 
J ay | .026 

I 2723 024 
H .266 .023 
G 261 022 
¥ 0257 .020 
E 250 .018 
D 246 .016 
C 242 OLS 
B .238 014 
A 6234 .018 








The following table gives the diameters, in decimal parts of 
an inch, of the various sizes of wire corresponding to the gauge 
numbers of the different standard wire gauges used in the 
United States. 
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Table of Various Wire Gauges 





ws S a Bi. w a) a) aH pm wi 
6 | Sac | Ged | ese | £8 | S| Boe | avg | 38 
BS | ges | Bes | See= | git | tag | Bet | es | is 
rT Oc . zs =o -s PO, =P re a rs) 
5.5 Gene | Esa | ose] §- con | aS. 52 
aac oe OY - YW = HS na 
“EF | < a - |ER°8) &8 | of Of ae 
0000000 . 500 0000000 
000000 460 464 000000 
00000 430 450 432 00000 
0000 46000 454 .393 .400 -400 0000 
000 40964 425 362 360 3586 312 000 
00 36480 .380 331 330 3282 348 00 
0 32486 .340 .307 305 2994 324 OQ 
1 28930 .300 .283 285 2777 .300 1 
2 25763 284 263 265 2591 .276 2 
3 22942 .209 244 245 2401 202 3 
4 | .20431 .238 229 225 2230 232 4 
5 18194 .220 .207 205 2047 212 5 
6 16202 203 192 190 1885 192 6 
7 14428 .180 177 175 1758 176 7 
8 12849 .J65 -162 160. 1605 . 160 8 
9 11443 - 148 . 148 145 1471 . 144 .9 
10 10189 -134 135 130 1351 .128 10 
11 090742 .120 .120 1175 1205 116 11 
12 080808 109 .-105 1050 1065 104 12 
13 071961 .095 .0920 0925 0928 .0920 13 
14 .064084 .083 .0800 0800 0816 .08300 .0800 14 
15 .057068 072 .0720 0700 0726 .07200 .0720 15 
16 050820 .065 .0630 0610 0627 .06500 .0640 16 
17 045257 .058 .0540 0525 0546 .05800 .0560 17 
18 040303 .049 .0470 0450 0478 .04900 .0480 18 
19 .035890 .042 .0410 0400 0411 .04000 .0400 19 
20 .031961 .035 .0350 0350 0351 .03500 .0360 20 
21 .028462 .032 .0320 0310 0321 .03150 .0320 21 
22 025347 .028 .0280 0280 0290 .02950 .0280 22 
23 .022571 .025 .0250 0250 0261 .02700 .0240 23 
24 .020100 022 0230 0225 0231 .02500 .0220 24 
25 .017900 .020 0200 0200 0212 .02300 .0200 25 
26 .015940 018 0180 0180 0194 .02050 .0180 26 
27 .014195 .016 0170 0170 0182 .01875 .0164 27 
28 .012641 .014 0160 0160 0170 .01650 .0148 28 
29 .011257 013 0150 0150 0163 .01550 .0136 29 
30 .010025 012 0140 0140 0156 .01375 .0124 30 
31 .008928 010 0130 013Q 0146 .01225 .0116 31 
32 .007950 009 0120 0120 0136 .01125 .0108 32 
33 .007080 008 0110 0110 0130 .01025 .0100 33 
34 .006305 007 .0100 .0100 0118 00950 .0092 34 
35 .005615 005 .0095 0095 0109 .00900 .0084 35 
36 .005000 004 .0090 0090 0100 .00750 .0076 36 
37 .004453 .0085 0085 0095 .00650 .0068 37 
38 .003965 .0080 0080 0090 .00575 .0066 38 
39 .003531 .0075 0075 0083 .00500 0052 39 
40 .003145 .0070 0070 0078 .00450 0048 40 
41 0044 41 
42 > 0040 42 





NOTE .—The sizes of wire are ordinarily expressed by an arbitrary series of numbers. 
‘Unfortunately there are several independent numbering methods, so that it is always necessary 
to specify the method or wire gauge used. The above table gives the numbers and diameters 
in decimal parts of an inch for the various wire gauges in general use. 
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The Stubs steel wire gauge has a somewhat limited use for 
tool steel wire and drill rods. 


The Standard wire gauge, otherwise known as the New 
British Standard, the English Legal Standard of the Imperial 
Wire Gauge, is the legal standard of Great Britain for all wires 
as fixed by order in Council, August 23, 1883. It was con- 
structed by modifying the Birmingham Wire Gauge. 


While the Standard wire gauge is the most used wire gauge 
in Great Britain, there 1s a tendency to adopt mils or decimal 
fractions of an inch rather than gauge numbers, the same as 
in the United States. 


There was once a movement to bring the standard wire 
gauge into general use in the United States. It was adopted 
-in-1885 by the National Telephone Exchange Association, and, 
in 1886, by the National Electric Light Association. The 
gauge, however, never came into general use. 


From the foregoing considering the multiplicity of gauges, 
the importance is emphasized of specifying the gauge and of 
knowing what gauge to use. 


In using the gauges known as Stubs gauges there should | 
be constantly borne in mind the difference between the Stubs’ 
Iron Wire Gauge and the Stubs’ Steel Wire Gauge. The 
Stubs’ Iron Wire Gauge is the one commonly known as the 
English Standard Wire, or Birmingham Gauge and designates 
the Stubs’ soft wire sizes. The Stubs’ Steel Wire Gauge is the 
one that is used 1n measuring drawn steel wire or drill rods of 
Stubs’ make and is also used by many makers of American drill | 
rods. | 
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TEST QUESTIONS 


What confusion arose when wire gauges were first 
introduced? 


What are the names given to the’ American wire 
gauge? 


3. Is the American wire gauge a legalized gauge? 


12. 
13. 


. What is the American wire gauge now used for? 


Upon what are the gauge numbers of the American 
wire gauge based? 


. How are the sizes of stranded conductors larger than 


No. 0000 A.w.g. measured? 


. Describe a micrometer screw gauge. 


. What do the numbers of the American wire gauge 


represent? 


. Are the numbers of the B. @& S. gauge progressive or 


retrogresstve ? 


. Explain retrogressive gauge numbers. 


. Describe a calculating gauge, ani explain how it 


works. 
Give a number of wire table short cuts. 


Name some miscellaneous wire gauges. 
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14. For what purpose has the Birmingham gauge been 
considerably used in the past? 
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CHAPTER 103. 





Wires and Cables 


The wireman who is called upon to plan and install a system 
of wiring will find it necessary first to have a knowledge of the 
various kinds of wire so as to select the one best suited for the 
work, and to be able to make simple calculations in order to 
determine the proper sizes of wire for the various circuits. 

In order to avoid confusion students-should be familiar with 
the following wire and cable definitions, which are taken from 
the Standards of the A. I. E. E. 


Wire and Cable Definitions 


Cable.—A stranded conductor (single conductor cable*) or a combina-: 
tion of conductors insulated from one another (multiple conductor cable). 


*NOTE.—The first kind of cable is a ‘single conductor, while the second kind is 
a group of several conductors. The component conductors of the second kind of 
cable may be either solid or stranded, and this kind of cable may or may not have 
a common insulating covering. The term cable is applied by some manufacturers 
to a solid wire heavily insulated and lead ,covered; this usage arises from the man- 
ner of the insulation, but such a conductor is not included under this definition of 
cable. The term cable is a general one, and in practice, it is usually applied only 
to the larger sizes. A small cable is called a stranded wire, or a cord, both of which 
are here defined. Cables may be bare or insulated, and the latter may be armored 
with lead, or with steel wires or bands. 


Concentric Lay Cable.—A single conductor cable composed of a central 
core surrounded by one or more layers of helically laid wires. 


Conductor.—A wire or combination of wires not insulated from one 
another, suitable for carrying a single electric current. 
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NOTE.—The term conductor is not to include a combination of conductors in- 
sulated from one another, which would be suitable for carrying several different 
electric currents. Rolled conductors, such as bus bars, are of course, conductors, 
but are not considered under the terminology here given. 


Cord.—A small cable, very flexible and substantially insulated to with- 
stand wear. 


¥ 


NOTE.—tThere is no sharp dividing line in respect to size between a cord and a 
cable, and likewise no sharp dividing line in respect to the character of insulation 
between a cord and a stranded wire. Rubber is used as the insulating material for 
many classes of cords. 


Concentric Strand.—A central core surrounded by one or more layers 
of helically laid wires or groups of wires. 


Bare Cable.—Any group of wires twisted together helically, or com- 
posed of any number of such groups. The term wire indicates the indi- 
vidual solid wires in a cable. 





Fic. 5,072.—Apparatus Cable. Used for connecting machine terminals to brush holders, for 
transformer leads and similar purposes where great flexibility is required and the working 
pressure does not exceed 750 volts. One conductor. Sizes up to 2,000,000 c.m. Stranding, 
extra flexible. Insulation, varnished cambric or rubber compound. Thickness of insula- 
tion, same as code standard for 0-600 volt rubber. Covering over insulation, one dry cotton 
braid. (Sometimes a weatherproof braid is specified.) 


Bunched Strand.—Sometimes applied to a collection of straight or 
twisted wires which are grouped together with little regard to their geo- 
metrical arrangement. 


Direction of Lay.—The lateral direction in which the strands of a 
cable run over the top of the cable as they recede from an observer looking 
along the axis of the cable. 


Duplex Cable.—Two insulated stranded conductors twisted together. 
NOTE.—Duplex cables may or may not have a common insulating covering. 


Factor of Assurance.—The factor of assurance of wire or cable in- 
sulation shall be the ratio of the voltage at which it is tested to that at 
which it 1s used. 
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Insulation Resistance.—The electrical resistance. in a conductor 
offered by its insulation, to an impressed voltage tending to produce a 
’ leakage of current through the same. 


N-Conductor Cable.—A combination of N-conductors insulated from 
one another. 


NOTE.—It is not intended that the name as here given be actually used. In- 
stead, say, 1 conductor cable, 2 conductor cable, 3 conductor cable, etc. In refer- 
ring to the general case the term “‘multiple conductor cable’’ should be used. 





Fic. 5,073.—Armored or submarine cable. Used under water for crossing rivers, bays and 
Jakes. Armored cables may be insulated with paper, varnished cambric or rubber com- 
pound. The leaded or taped core is served with jute yarn, run through hot asphalt 
compound, then armored witn galvanized steel wires, run through hot asphalt compound, 
served with two layers of yarn and finally run’through asphalt compound. The asphalt 
and jute over the armor may be omitted, if desired. 
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Fic. 5,074.—Automobile lighting wire. Usert for connecting automobile lights with the switch 
and source of current supply. One wire 10 to 14 A.w.g. stranded. Insulation, ‘‘Black 
Core’’ rubber compound. Covering over insulation, one varnished soft cotton braid 1-64th 
in. thick. Outside covering one (2 coat) varnished braid, 1-64th in. thick. 


N-Conductor Concentric Cable.—A cable composed of an insulated 
central conductor with (N-1) tubular stranded conductors laid over it 
concentrically and separated by layers of insulation. 


NOTE .—tThis kind of cable usually has only two or three conductors. Such 
cables are used particularly for alternating currents. The remark on the expression 
“‘N conductor” given for the preceding definition also applies here. 


Round Conductor.—Either a solid or stranded conductor of which 
the cross section is substantially circular. 


Rope Lay Cable.—A single conductor cable composed of a central core 
surrounded by one or more layers of helically laid groups of wires. 
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NOTE.—This kind of cable differs from the preceding in that the main strands 
are themselves stranded. 


Sector Cable.—A multiple conductor cable in which. the cross section 
of each conductor is substantially a sector, an ellipse, or a figure inter- 
mediate between them. 


NOTE.—Sector cables are used in order to obtain decreased overall diameter and 
thus permit the use of larger conductors in a cable of given diameter. 


Split Conductor.—A conductor which is divided into two or more 
parts, separated from one another by insulation which 1s thin compared 
with the insulation around the conductor. 





Fic. 5,075.—Automobile starting and charging cable. Used for connecting the batteries to 
the starting motor and dynamo, of a gasoline propelled car. One conductor, sizes 2 to 00 
A.w.g. stranded. Insulation, ‘‘Black Core’? rubber compound. Intermediate covering, one 
overlapping strip of varnished cambric. Overall covering, one (2 coat) varnished braid, 
1-64th in. thick. 





Fic. 5,076.—Basket weave armored cable. Zé consists of a wire braid similar in construction 
to the ordinary cotton braid, used for covering wires. It is usually made of galvanized 
soft steel wire, but it is sometimes made of brass or copper. The warp and woof of this 
fabric, each consists of between five and fourteen ends, depending upon the size of cable, the 
usual size of wire being .0126” diam. The strands or ends are laid closely together, flat 
and parallel, firmly binding the core. Basket weave is us2d for two purposes. First as a 
mechanical protection, and second, as a means of grounding the outside of high voltage 
cables, in order to prevent static disturbances. The former application is by far the more 
important. 


NOTE.—The term split conductor usually designates a conductor in two parts 
or splits, which may be either concentric or external to one another. 


Strand.—a. One of the wires, or groups of wires of any stranded con- 
ductor. 6. Group of single wires in one or more layers, twisted together 
helically and symmetrically with a uniform pitch around a single central 
wire ry neutral axis. This construction is sometimes called concentric 
Strand. 
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Stranded Conductor.—A conductor composed of a group of wires, or 
of any combination of groups of wires. 


NOTE.—The wires in a stranded conductor are usually twisted’ or braided to- 
gether. 


Stranded Wire.—A group of small wires, used as a single wire. 


NOTE.—A wire has been defined as a slender rod or filament of drawn metal. 
If such a filament be subdivided into several smaller filaments or strands, and is 
used as a single wire, it is called a stranded wire. There is no sharp dividing line 
of size between a stranded wire and acable. If used as a wire, for example, in wind- 
ing inductance coils or magnets, it is called a stranded wire and not a cable. If it 
be substantially insulated, it is called a cord. 


= 
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Fic. 5,077.—Border light cable. Used for stage lighting or other purposes where a flexible 
multiple conductor cable is required for electric lights. Number of conductors, three or 
more. Standard sizes, 12 and 14 A.w.g. stranded. Separator, soft cotton wind. Insula- 
tion on each conductor, ‘‘Black Core’’ rubber compound. Covering over insulation one 
saturated braid. Grouping of conductors, twisted. Fillers dry jute. Covering overall, 
two saturated braids. The outer braid is sometimes saturated with a flameproof compound 
instead of the usual weatherproof compound. 





Fic. 5,078.—Brewery cord. Used for extension lights in damp places and differs from ordi- 
nary lamp cord only in that the braids are weatherprcof instead of dry glazed cotton. Two 
conductors. Range of sizes, 10 to 18 A.w.g. bunched. Separator, soft cotton wind. In- 
sulation on each conductor, “‘Black Core’’ rubber compound. Covering over insulation, 
one saturated braid. Grouping of conductors, twisted pair. 


Triplex Cable.—Three insulated single conductor cables twisted to- 
gether. 


Twin Cable.—Two insulated stranded conductors laid parallel, having 
a common covering. 


’ 


Twisted Pair.—A cable composed of two small insulated conductors, 
twisted together, without a common covering. 


~ 


NOTE.—Triplex cables may or may not have a common insulating covering. 
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NOTE.—The two conductors of a ‘‘twisted pair’’ are usually substantially in- 
sulated so that the combination is a special case of a cord. 


Twin Wire.—Two small insulated conductors laid parallel, having a 
common covering. 


Wire.—A slender rod or filament of drawn metal. 


NOTE .—The definition restricts the term to what would ordinarily be under- 
stood by the term solid wire. In the definition the word slender is used in the sense 
that the length is great in comparison with the diameter. If a wire be covered with 
insulation, it is properly called an insulated wire; while primarily the term wire 
refers to the metal; nevertheless, when the context shows that the wire is insulated, 
the term wire will be understood to include the insulation. 


Standard Annealed Copper.—a. General. . The following 
shall be taken as normal values for standard annealed copper. 





Fic. 5,079.—Canvasite cord is a type of lamp cord specially adapted to rough usage. Two 
conductors. Range of sizes, 10 to 18 A.w.g., bunched. Separator, soft cotton wind. In- 
sulation on each conductor, “‘Black Core’? rubber compound. Covering over insulation, 
one saturated braid. Grouping of conductors, twisted. Covering overall, one saturated 
braid. 


b. Resistance.—At a temperature of 20° C., the resistance of a wire of 
standard annealed copper one meter in length and of a uniform section 
of 1 square millimeter is 1/58th ohm =0.017241 ohm. 


c. Density.—At a temperature of 20° C., the density of standard an- 
nealed copper is 8.89 grams per cubic centimeter. 


d. Temperature Coefficient of Resistance.—At a temperature of 20° C., 
the constant mass temperature coefficient of resistance. of standard an- 
nealed copper, measured between two potential points rigidly fixed to 
the wire, is 0.00393 =1/254.45 per degree centigrade. 


e. Resistance of Standard Annealed Copper at 20° C.—As a consequence, 
it follows from (b) and (c) that, at a temperature of 20° C. the resistance 
of a wire of standard annealed copper of uniform section, one meter in 
length and weighing one gram, is 1/58 8.89 =0.15328 ohm. 


Copper Wire.—Copper is used in nearly all cases of wiring 
because it combines high electrical conductivity with good 
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mechanical qualities and reasonable price. In conductivity it 
is only surpassed by silver, but the cost of the latter of course 
prohibits its use for wiring purposes. 

Copper wire is used for electric light and power lines, for most 
telephone and some telegraph lines, and for all cases where low 
resistance 1s required at moderate cost. 


Hard drawn copper wire is ductile, and has a high tensile strength; 
these properties allow it to be bent around corners and drawn through 


tubes without injury. 


Pure annealed copper has a specific gravity of 8.89 at 60° Fahr. One 
cubic inch weighs .32 pound; its melting point is about 2,100° Fahr. 





Fic. 5,080.—Car jumper cables. Used for connecting the control circuits of adjacent mul- 
tiple unit cars. They are made flexible to withstand the constant swinging. as they stretch 
from car to car. Number of conductors, five to thirty. Stranding, each conductor con- 
sists of 19 No. 24 A.w.g. wires. Separator, soft cotton wind. Insulation on each con- 
ductor, 30 per cent hevea rubber compound. Insulation thickness of each conductor 3,;”. 
Covering over insulation, one colored dry cotton braid. Fillers, dry jute. Cover over 
filler, one rubber filled tape. Belt over all conductors, 30 per cent hevea rubber compound. 
Covering overall, two saturated braids. 


Good hard drawn copper has a tensile strength of about three times 
its own weight per mile length. Thus, a number 10 B. & S. gauge cop- 
per wire, weighing 166 lbs. per mile, will have a breaking strength equal 
to approximately 3x 166 =498 lbs. 


Iron Wire.—This kind of wire is largely used for telegraph 
and telephone lines, although it is rapidly being replaced by 
copper in long lines. 


There are three grades of iron wire: 
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1. Extra best best (E. B. B.) which has the highest conductivity and 
is the nearest to being uniform in quality, being both tough and pliable; 


2. Best best (B. B.), which varies more in quality, is not so tough, 
and is lower in conductivity. Jt 7s frequently sold as E. B. B.; 


3. Best (B.), which is the poorest grade made, being more brittle, and 
lowest in conductivity. Iron wire should be well galvanized. 


German Silver Wire.—German silver is an alloy, consisting 
of 18 to 30% nickel, and the balance about four parts copper 
to one part zinc. Itis very largely used as a resistance material 
in making resistance coils, and is sold in the form of wire and 
strip. The resistance of this wire varies with 1ts composition. 
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Fic. 5,081.—Car lighting wire. Used for wiring railroad cars illuminated by axle driven dy- 
namos. One conductor. Standard sizes, O to 16 A.w.g. Insulation, 30 per cent hevea 
rubber compound. Covering over insulation, 16 to 8 A.w.g., one saturated braid, 6 to 0 
A.w.g., two saturated braids. 


The resistance of the 18% alloy at 25° C. is 18 times that of copper, 
and of the 30% alloy about 28 times that of copper. 


The safe carrying capacity of the wire in spirals in open air for con- 
tinuous duty is such that the circular mils per ampere varies from about 
1,500 in No. 10 wire to about 475 in No. 30. For intermittent duty the 
capacity is twice as great. 


Standard of Copper Wire Resistance.—Matthiessen’s stand- 
ard for resistance of copper wire is as follows: A hard drawn 
copper wire one meter long, weighing one gramme, has a resist- 
ance of .1469 B. A. unit at 32° Fahr. Relative conducting 
power: silver, 100; hard or un-annealed copper, 99.95; soft or 
annealed copper, 102.21. 

A committee of the Am. Inst. Electrical Engineers recom- 
mends the following form of Matthiessen’s standard, taking 
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8.89 as the specific gravity of pure copper: A soft copper wire 
one meter long and one millimeter in diameter has an electrical 
resistance of .02057 B. A. unit at O°C.* From this the resist- 
ance of a soft copper wire one foot long and .001 in. in diameter 
(mil foot) 1s 9.72 B. A. units at 0°.C. 

For every degree Fahr., the resistance of copper wire increases .2222%. 


Thus a piece of copper wire having a resistance of 10 ohms at 32° would 
have a resistance of 11.11 ohms at 82°. 





Fic. 5,082.—Single conductor code house wire. Used in pairs for house wiring or with twin 
wires for the neutral of three wire systems. One conductor, sizes, 0000 to 14 A.w.g., solid. 
Insulation, “‘Black Core’’ rubber compound. Covering over insulation one. saturated 
braid, two saturated braids or rubber filled tape and one saturated braid. 


Relative Conductivity of Different Metals and Alloys. 


(According to Lazare Weiler.) 


Pure silver......... fee S bee ee 100 SWEGISD MON steno te eae ede 16 
PUPE COPDET oscecvssne io dada dae 100 Pure platinum............... 10.6 
Alloy, 14% copper, 4% silver...... 86.65 | Copper with 10% nickel..... .10.6 
Telephonic siliceous bronze.... 35. | oldce (>: (6 ee ee 8.88 
PPULC Zi Cie. cesk ov aera teaarantue we 29.9 )-PUPG NICK 2.154 o0cu sodas 7.89 
Brass with 35% zinc.......... 21.5 | Phosphor-bronze, 10% tin.... 3.88 


Wires.—Copper is used more than any other metal for 
transmitting electrical energy, and for interior wiring it is used 
exclusively. Copper conductors should be of the highest com- 
mercial conductivity, not less than 97%. 

For wires up to sizes as large as No. 8 B. & S. gauge, single 
wires may be used, but for larger sizes the necessary con- 
ductivity should be obtained by conductors made up of strands 


*NOTE.—The international ohm +B. A. ohm =1 +.9866. The B. A. ohm ~+International 
onm =1+1.0136. Hence, to reduce British Association ohms to International ohms, divide 


by 1.0136, or multiply by .9866. 
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of smaller wires. The size of these strands depends upon the 
size of the conductors and the conditions under which they 


are to be used. 


Where conductors are very large (as for instance dynamo leads), and 
where it is essential that they be as flexible as possible, strands as small 
as No. 20 or 22 B. & S. gauge may be used. . 


Conductors for flexible cords, pendants, fixtures, etc., should also con- 
sist of very fine strands, so that they may be perfectly pliable and flexible. 





Fic. 5,083.—Solid twin (flat) code house wire. Used for the sam2 purpose as stranded twin 
code house wire. Two conductors, sizes 6 to 14 A.w.g. Insulation on each conductor, 
*‘Black Core’’ rubber compound. Covering over insulation, one saturated braid. Grouping 
of conductors, parallel. Covering overall, one saturated braid. 





Fic. 5,084.—Twin flat wire. Used for wiring buildings and is useful where it is to be drawn 
into a conduit with a single conductor cable. Two conductors, sizes, 14 A.w.g. to 500,000 
c.m., stranded. Insulation on each conductor, ‘‘Black Core’’ rubber compound. Covering over 
insulation, One saturated braid except for 6 A.w.g. and larger where a rubber filled tape 
is used. Grouping of conductors, parallel. Covering overall, one saturated braid. 


The individual strands for instance, for a No. 16 B. & S. gauge flexible 
cord should be as fine as No. 30. 


NOTE .—Coppcr, aluminum and steel are the only materials in common commercial use 
for electric wires. The low conductivity and large size of aluminum and steel wires com- 
pared to copper, however, so increase the cost of insulation as to render their use in insu- 
lated wires, except in very special cases, inadvisable and uneconomical. Copper for electrical 
purposes should be absolutely pure as a very small amount of any impurity seriously alfects 
the clectrical conductivity. 
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Covered Conductors.—For most conditions of service, wires _ 
are protected with an insulating covering. Wires used in inte- 
rior circuits should have a covering which shall act both as an 
electrical insulator and as a mechanical protection. In some 


‘ instances, however, the insulating qualities are of secondary 
" Importance. 


The various forms of covering now in use commercially for 


‘ wires are: 


1. Rubber; 
2. Weather proof; 





Fic. 5,085.—Fixture wire. Used in wiring electric light fixtures. One conductor, standard 
sizes, 16 and 18 A.w.g., solid or stranded.. Insulation, “Black Core’’ rubber compcund. 
Covering over insulation, one saturated braid, at least 14,” thick. 





Fic. 5,086.—Deck cable is a portable cable for rough usage in damp places. Two (untinned) 
conductors, sizes 10 to 18 A.w.g., bunched. Separator, soft cotton wind. Insulation on 
each conductor, “‘Black Core’’ rubber compound. Covering over insulation, one saturated : 
braid. Fillers, dry jute. Grouping of conductors, twisted. Insulating belt,‘ ‘Black Core’’ 
rubber compound. Thickness of belt, 24”. Covering overall, one saturated braid. 


3. Slow burning; 
4, Slow burning weather proof; 
5. Armored. 


Rubber Covered Conductors.—This class of conductor con- 
sists of a tinned copper wire with a rubber covering, protected 
by an outside braiding of cotton saturated with a preservative 
compound. 


Ques. What are the advantages of rubber insulation for 
wires? 
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, Ans. It is water proof, flexible, fairly strong, and has high 
insulating qualities. 

Ques. What are the disadvantages of rubber insulation? 

Ans. It deteriorates more or less rapidly and is quickly in- 
jured by temperatures above 140° Fahr. 

Ques. For what service are rubber covered conductors 
adapted? 


Ans. For interior wiring. 
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Fic. 5,087.—Flame proof cable. Used about power houses in the vicinity of switchboards and 
apparatus where special fire proof: protection is desired. This method of protection con- 
sists essentially in impregnating the braided covering with a flame proof paint, and may be 
uscd. in connection with any conductors having braided covering, when so specified. 
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Fic. 5,088.—Heater cord. Used for the wiring of domestic heating apparatus, such as flat- 
irons, stoves, etc., requiring over 250 watts. Two untinned conductors, sizes 10 to 18 A.w.g., 
bunched. Separator, soft cotton wind. Insulation on each conductor, ‘‘Black Core’’ rub- 
ber compound. Covering over insulation, one asbestos braid. Grouping of conductors, 
twisted. Covering overall, one glazed cotton braid. 


Ques. Is pure rubber used? 


Ans. No. The covering should be made from a compound 
containing from 20 to 35 per cent. of pure rubber. 


It would be difficult to place pure rubber on a wire, and moreover a 
covering made of pure rubber would not be durable and would deteriorate 


NOTE .—Tinning.—Perfect tinning of the copper conductor for all rubber covered 
wires 18 absolutely necessary to insure great durability. The coating of the pure tin protects 
the copper from the action of the sulphur used and the minutest flaw in this coating will allow 
a chemical action to begin and the conductor will be gradually eaten away. 
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very rapidly, particularly at temperatures above 120° Fahr. Accordingly, 
it is mixed with other materials, such as French chalk, silicate of mag- 
nesia, sulphur, red lead, etc. 


Weather Proof Wires.—This class of wire is protected from 
the weather by a water proof covering, consisting usually of 
braided cotton of two or three thicknesses saturated with a 
moisture resisting insulating compound. 


Ques. Where are weather proof conductors used?. 
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Fic. 5,089.—Lamp cord. Used for pendants in dry places and also for portables in dry places 
where the usage is not hard. Two untinned conductors, sizes 10 to 18 A.w.g., bunched. 
Separator, soft cotton wind. Insulation on each conductor, “‘Black Core’? rubber com- 
pound. Covering over insulation, one silk cotton, or mercerized cotton braid. Grouping 
of conductors, twisted pair. The braid is made in all standard colors. 
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Fic. 5,090.—Third rail jumpers are used for joining sections of third rail at cross-overs, section 
gaps, and similar places where the third rail is discontinuous. One conductor, sizes 2,000,000 
to 250,000 c.m. Insulation, 20 per cent hevea rubber compound. Covering over insula- 
tion, one rubber filled tape. Covering over tape, jute serving. Covering over jute, two 
saturated braids. 


Ans. In places subject to dampness, such as cellars, tunnels, 
open sheds, etc. 


Ques. What are the advantages of weather proof wire? 


Ans. The insulation is cheap, very durable, and does not 
deteriorate unless exposed to high temperatures such as will 
melt the compound. 


3,096 Wires and Cables 





Ques. State the disadvantages. 


Ans. ‘The covering is more or less inflammable and is not 
very efficient as an insulator. 


Ques. What precaution should be taken in using weather 
proof wires? 





Fic. 5,091.—Stranded single conductor lead covered cable is similar to solid single conductor 
lead covered wire except that it has greater flexibility and is made in larger sizes. One 
conductor, sizes, 14 A.w.g. to 2,000,000 c.m. stranded. Insulation, ‘‘Black Core’’ rubber 
compound. Covering, one rubber filled tape or braid. Covering overall, lead sheath. 





Fic. 5,092.—Three conductor lead covered cable, solid. Used for three-phase circuits under 
the same conditions of service as single conductor solid lead covered wire. Three con- 
ductors, sizes to 14 A.w.g. solid. Insulation on each conductor, ‘“‘Black Core’’ rubber 
compound. Covering over insulation, one rubber filled tape. Grouping of conductors, 
twisted. Fillers, jute. Covering over jute, one rubber filled tape. Covering overall, lead 


sheath : 


Ans. On account of the inflammable character of the cover- 
ing, care should be taken in wiring at points where any con- 
siderable number of wires are brought together, or where there 
is much wood work or other combustible material. 


Ques. For what use are weather proof wires especially 
adanted? 
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Ans. For outside wiring where moisture is certain and where 
ifire proof quality is not necessary. 


Obviously wires of this class should not be used in conduits, nor in 
fact, in any way except exposed on glass or porcelain insulators. 


Slow Burning Wire.—This class of wire is defined as: one 
that will not carry fire. The covering consists of layers of cot- 
‘ton or other thread, all the interstices of which are filled with 





Fic. 5,093.—Solid single conductor lead covered wires. Used where conditions require a mod- 
erate degree of mechanical protection or insurance against the penetration of moisture, or 
both, as in outdoor ducts and manholes in wet locations. One conductor, sizes 4 to 14 
A.w.g. solid. Insulation, “Black Core’’ rubber compound. Covering over insulation, one 
rubber filled tape or braid. Covering overall, lead sheath. 





where extra flexibility is required in the smaller sizes and always in the larger sizes where 
solid conductors would make the cable too stiff to handle. Three conductors, sizes 0000 
to 14 A.w.g. Insulation on each conductor, “‘Black Core’? rubber compound. Covering 
over insulation, one rubber filled tape. Grouping of conductors, twisted. Fillers, jute. 
Covering over jute, one rubber filled tape. Covering overall, lead sheath. 


the fireproofing compound, or of material having equivalent 
fire resisting and insulating properties. The outer layer is 
braided and specially designed to withstand abrasion. The 
thickness of insulation must not be less than that required for 
slow burning weather proof wire and the outer surface must be 
finished smooth and hard. 


3,098 Wires and Cables 





Ques. Where should slow burning wires be used? 


Ans. In hot dry places, where ordinary insulations would be 
injured, and where wires are bunched, as on the back of a large 
switchboard or in a wire tower. 


A slow burning covering is considered good enough when the wires are 
entirely on insulating supports. Its main object is to prevent the copper 
conductors coming into contact with each other or anything else. 


Ques. What must be done before using weather proof 
wire? ge | saponin Cree 
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Fic. 5,095.—Concentric mine cable. This is used for the reels of gathering reel locomotives 
and for cutting machines. It has the advantage of being round and of small diameter. 
Two conductors. Stranding of center conductor, flexible. Stranding of outer conductor, 
ring of wires having total cross sectional area equal to that of center conductor. Covering 
of center conductor, rubber filled tape. Covering over outside conductor, belt of ‘““Black 
Core’’ rubber compound. Covering over belt, rubber filled tase. Covering over tape, 
two extra tight water prcof braids. 





Fic. 5,096.—-Packinghouse cord is flexible lamp cord made to withstand rough usage in damp 
places. Two untinned conductors, sizes 10 to 18 A.w.g. bunched. Separator, soft cotton 
wind. Insulation on each conductor, ‘‘Black Core’? rubber compound. Covering over 
insulation, one saturated cotton braid. Grouping of conductors, twisted pair. Fillers, 
dry jute. Covering overall, 2 saturated cotton braids. 


Ans. Permission to use the wire must first be obtained from 
the local Inspection Department. 


Slow Burning Weather Proof Wire.—The covering of this 
type wire is a combination of the Underwriters’ and weather 
proof insulations. The fireproof coating comprises a little more 
than half of the total covering. When the fireproof coating is 
placed on the outside, the wire 1s called “‘slow burning weather 
proof.’’ 
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Ques. How does slow burning weather proof wire com- 
| pare with weather proof wire? 


Ans. It is less inflammable and less subject to softening 
| under heat. 


Ques. Where should slow burning weather proof wire be 
used? | 





Fic. 5,097.—Park Cable. Used for transmission and distribution where it is preferable to 
bury the cables directly in the ground rather than to put them in ducts.’ Any kind of cable 
will be furnished with park cable covering, but the following types are in general use for 
distribution purposes. Standard park cables (0-600 volts). One to three conductors. 
Insulation on each conductor, ““Black Core’? rubber compound. Covering over insulation, 
rubber filled tape. Covering over tape, lead sheath. Covering over lead sheath, asphalted 
jute. Protective armor, two galvanized steel tapes, wound in the same direction, the outer 
tape covering the spaces between turns of the inner tape. Outside covering, asphalted jute. 





Fic. 5,098.—Paper insulated cables. Used for underground transmission and distribution, 
for which they have the advantages of cheapness, durability, low dielectric losses, low 
electrostatic capacity and high current-carrying capacity. The insulation consists of Manila 
paper applied helically to the conductor, and then saturated with a mineral oil compound 
which constitutes the essential insulation. In order to retain this oil the cable must have 
an oil-proof covering which is almost invariably a sheath of lead. Sizes from No. 6 A.w.g. 
to 2,000,000 c.m., and with any number of conductors within the usual limits. 


Ans. In places where the wires are to be run exposed and 
where moisture resisting quality is desired, also where at the 
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same time it is desirable to avoid an excess of inflammable 
covering. 


Ques. How should it be installed? 


Ans. It should be set on glass or porcelain insulators. 


Ques. For what service is slow burning weather proof 
wire not suited? 


Ans. It 1s not adapted to outside work. 





Fic. 5,099.—Rubber insulated signal wire for 660 volts or less. One or two conductors, siz = 
0 to 18 A.w.g., solid. Insulation on each conductor, Railway Signal Association com- 
pound. Covering over insulation, one cotton braid, 24,” thick, weather proof. 





f 


Fic. 5,100.—Reinforced cord. Used in dry places for portable lamps, fans, heavy pendants 
and other electric devices for which type C Lamp Cords are inadequate. Two untinned 
conductors, sizes 10 to 18, A.w.g., bunched. Separator, soft cotton wind. Insulation on 
each conductor, ‘“‘Black Core’? rubber compound. Covering over insulation, one soft cot- 
ton braid. Grouping of conductors, twisted. Insulating belt, ‘‘Black Core’? rubber com- 
pound. Covering over belt, one glazed cotton braid. 


Stranding.—If a solid copper wire be made larger 1n diameter 
than .46 1n. it becomes hard to splice and difficult to handle, 
owing to its size and stiffness. Conductors larger than this are 
nearly always built up of small wires twisted into a strand or 
cable. The flexibility of a cable will increase as the size of the 
constituent wires decreases or as the number of wires increases, 
and it will depend somewhat upon the method of laying up 
the cable. | 

While it is possible to build up a cable from any number ot 
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i Wires, there are certain combinations only that can be used to 
‘obtain a smooth and symmetrical cable. These combinations 
: are governed by well established geometrical rules which should 
: be observed whenever possible. | 

There are in general use in the United States two methods 
: of specifying stranded conductor. The first and older method 
: specifies a number of strands of such a size as to equal a reg- 
}ular gauge size or a round number of circular mils, such as 
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and sub-stations. One conductor, sizes 2,000,000 to 250,000 c.m. Insulation, varnished 
cambric. Thickness of insulation, depends upon voltage and method of installation. Cov- 
ering Over insulation, one saturated cotton braid, and one flameproof braid. 





Fic. 5,102.—Stage cable. Used for the operation of movable lamps on theatre stages. Two 
untinned conductors, sizes 10 to 14 A.w.g., bunched and 4 to 8 A.w.g., rope stranded. 
Separator, soft cotton wind. Insulation on each conductor, ‘‘Black Core’’ rubber com- 
pound. Covering over insulation, one saturated cotton braid. Grouping of conductors, 
twisted. Fillers, dry jute. Covering overall, two saturated cotton braids. 


250,000, 500,000, 1,000,000, etc. This method is objection- 
able as it almost invariably necessitates an odd size strand, 
causing delay in delivery and in some cases increased cost. 
The second method specifies a number of strands each of a 
standard gauge size. This method is preferable, and while it 
does not give stranded conductors equivalent to even gauge 
sizes, 1t 1s near enough for all practical engineering purposes. 


Stranded conductors may either be concentric lay or rope lay. Concen- 
tric lay 1s commonly used where the number of strands is less than 127 
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and rope lay where it.is more. The flexibility of a stranded conductor 
depends on the number of strands, not on the method of lay, 1.€., concen- 
tric or rope. 


The best concentric stranding is made by using one wire as a center 
and twisting around it six wires constituting the first layer, then a layer 
of 12 wires, then 18, 24, 30, 36, etc., each layer being twisted in the op- 
posite direction from the preceding. Centers of 3 or 4 wires may also be 
used. 


In rope stranding the groups forming the rope are laid as concentric 
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Fig. 5,103.—Stranded single conductor, double braided station cable. 
Fic. 5,104.—Stranded multi-conductor band steel armored park cable. 
Fia. 5,105.—Solid single conductor band steel armored park cable. 


strands, and these strands may then be handled as individual wires are 
in concentric stranding. The number of combinations on rope lay are 
almost innumerable, but the series 7X7—7X19—7 X37, etc. 19X19— 
1937, etc. 37X37—37xX6l, etc., are the best. The term “bunching’’ 
or “bunched stranding”’ is applied to a collection of strands laid without 
regard to their geometrical arrangement. These wires are sometimes 
laid straight and held together with a wind or braid of cotton, or they 
are twisted together in a mass. The only excuse for this method of so- 
called stranding is cheapness. | 


The following table gives the number of wires in concentric 
stranding (or the groups of wires in rope stranding) using 
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vcenters of 1, 3 or 4; also multipliers to obtain the outside 
idiameter of the conductor. 





‘Fic. 5,106.—Single conductor stranded code house cable. Used in pairs for house wiring, or 
with twin wires for the neutral of three wire systems. Oneconductor. Sizes, No. 14 A.w.g., 
and all larger sizes, stranded. Insulation ‘‘Black Core’’ rubber compound. Covering over 
insulation, one saturated braid, two saturated braids or rubber filled tape and one sat- 
urated braid. 


Number of Wires in Concentric Stranding 
(According to Okonite) 













Center of 1 Center of 3 | Center of 4 

Number Number Number _ | ) 
oO Multiplier . Of Multiplier . of Multiplier 
Strands Strands Strands < 

1 ol 3 2.1547 4 2.414 

7 3 12 4.1547 14 | 4.414 

19 5 20 6.1547 | 30 6.414- 

37 7 48 8.1547 52 8.414 

61 9 75 10.1547 SO 10.414 

91 11 108 12.1547 114 12.414 

127 13 147 14.1547 154 14.414 

169 ‘15 192 16.1547, 200. 16.414 

243 18.1547 18.414 








Examples: 


Concentric Stranding. 
Find diameter of conductor having: 


37 strands No. 14 A.w.g. (.06408”) 
Diameter =7 X .06408” = .4486”. 


Table can also be used for multiple conductor cable, as follows: 
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Rope stranding: 
Find diameter of conductor having: 
7X19 (133) strands of No. 14 A. W. G. (.06408”) 
diameter =3 X5 X .06408” = .9612” 
Find diameter over conductors of a multiple conductor cable consisting 
of 27 No. 14 A.w.g. solid, each with 3%,” wall insulation plain: 
No. 14= .06408” 
Insulation, 34” «2 = .09875” 
Diameter over insulated conductor = .15783” 
Diameter over conductors = 6.1547 & .158” = .9724”. 


To obtain the outside diameter of the finished cable, addition must be 
made for tape, braid, lead or armor. 


Due to the twist in the strands the weight of a stranded wire is greater 


than the equivalent solid wire. The resistance is also greater, as the 
current apparently follows the strands instead of flowing parallel with 
the axis of the wire. 





Fic. 5,107.—Code house cable, three conductor solid. Used for wiring buildings especially 
for use with three phase machinery. Three conductors. Sizes, 20 to 14 A.w.g. Insulation 
on each conductor, “‘Black Core’’ rubber compound. Covering over insulation, 2 to 6 
A.w.g., one rubber filled tape, 8 to 14 A.w.g., one saturated braid. Grouping of conductors, 
twisted. Fillers, jute. Covering over jute, one rubber filled tape. Covering overall, one 


saturated cotton braid. 





Fic. 5,108.—Three-conductor stranded code house cable. Used under the same conditions as 
solid three conductor code house cable unless greater flexibility is required, especially in 
the larger sizes. Three conductors, sizes 0000 to 14 A.w.g., stranded. Insulation on each 


conductor, “‘Black Core’? rubber compound. Covering over insulation, 0000 to 6 A.w.g., | 


one rubber filled tape, 8 to 14 A.w.g., one saturated braid. Grouping of conductors, twisted. 


Fillers, jute. Covering over jute, one rubber filled tape. Covering overall, one saturated | 


braid. 
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The generally accepted figures for increase of both weight and resist- 
ance over solid wire are 2% for concentric and 4.04% for rope stranding. 


Cables.—By definition a cable is a single copper wire, or 
+ strand of such wires, heavily insulated and covered by a coated 
1 metal sheath or envelope, for the purpose of telegraphic com- 
tmunication or electrical distribution. There are numerous 
1 kinds of cables designed to meet the varied requirements. With 
1 respect to the conductor, cables may be classed as 


1. Single conductor; 
2. Multi-conductor. 


The classification refers to the number of electrical paths 
‘and not the number of wires. Thus a single conductor cable 
may have only one large wire or for flexibility, the conductor is 
composed of a number of fine wires grouped together, stranded 
and covered by an outer insulation. 


A multi-conductor cable consists of a number of individually insplated 
wires (either solid or stranded) which may or may not be grouped together 
within an outer covering. 


Sometimes an outer sheath of lead, steel wires or bands is placed over 
the cable. 


The term “‘cable”’ is a general one, and in practice, it is usually applied 
only to the larger sizes. 


A small cable is called a stranded wire or a cord. A stranded wire is a 
group of small wires, used as a single wire. A cord is a small flexible in- 
sulated cable. 


A stranded wire may or may not be insulated. A cord must be insu- 
lated. There is no sharp dividing line of size between a cable and a stranded 
wire, or between a stranded wire and a cord. 


The accompanying cuts show the classification above ‘mentioned. 
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132,000 Volt Single Conductor Oil Filled Cable.— While the 
power generated from local plants in heavy centers of industry 
and population is distributed locally at about 13,000 or 25,000 
volts, system interconnection lines and long distance trans- 
mission lines require considerably higher pressures 1n the order 
of 66,000, 132,000 and 220,000 volts. 


In most situations of heavily built up centers, it has been 
impossible in the past to tie the higher voltage lines directly 
to the distributing stations and substations, and recourse has 
been made to underground cable lines of 33,000, 45,000 and 
66,000 volts connecting to the higher voltage overhead lines 
through transformers located at substations on the outskirts 
of the city. 

One of the principal aims of the design of the new type or 
oil filled cable, which by one step doubles the highest under- 
ground operating voltage used heretofore, is to do away with 
these outside intermediate substations by bringing the higher 
voltages directly to the ultimate distributing centers. The eco- 
nomic and operating advantages thereby obtainable are savings 
of intermediate substations, transformers, switch gear and at- 
tendance, reduction in number of underground cables, savings 
in synchronous condensers increased efficiency, improved reg- 
ulation and improved stability of parallel operation of local 
plants with the outside sources of power. 


The final relative values of these savings will not be available until 
there is secured from actual experience the relative carrying capacity of 
the oil filled cables in contrast with the ordinary type of cables with solid 
insulation. 


The theory of the oil filled cable is that through tts collapsible 
oil reservoirs it responds readily to volumetric changes in oil and 
cable due to temperature changes. 
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In this manner, the whole cable is kept constantly filled with oil under 
pressure both in the hollow core of the conductor and throughout the sur- 
rounding insulation. The unique advantage of this type of construction, 
therefore, is that should the lead sheath be expanded or distorted, or the 


CENTRAL OIL DUCT Oll DUCTS IN LEAD SHEATH 





Fics. 5,109 and 5,110.—Two types of oil insulated cable. Fig. 5,199, central oil duct; fig. 
5,110, oil ducts in lead sheath. 





"1G. 5,111.—General Electric single conductor 132,000 volt cable showing construction. 


"IG. 5,112.—General Electric three conductor 45,000 volt oil filled cable. 
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To obtain this action, it is necessary to have inside the cable a passage 
which connects the reservoir with every point of the dielectric. This 
feature can be obtained readily by stranding the copper wires of the con- 
ductor around a metal spiral, thus leaving a single central passage, as in 
fig. 5,109, or by shaping the lead sheath as in fig. 5,110, thus making 
several longitudinal paths which can be connected to the reservoir. This 
eliminates the danger of formation of empty spaces due to the contraction 
of the oil. 


_ The presence of a longitudinal path makes possible the evacuation and 
impregnation of the cable from both ends after it has been leaded. On 
account of its small volume, laboratory pumps can be used and a high 
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PRESSURE TANK 


‘Fic. 5,114.—Diagram of one section of oil filled cable showing reservoir, pressure tank stop, 
joints, etc. 


vacuum reached. In addition to this, a special process has been worked 
out to purify the oil from the gases in solution, before impregnating the 
paper. In this way it 1s possible to obtain a cable practically without any 
occluded gas from the start and also to maintain it in such condition during 
operation. 


The pressure tank as shown 1n fig. 5,114, consists o1 a strong metal tank 
full of oil which has inside a certain number of air tight cells, with col- 
lapsible walls, full of gas. The tank is connected with the lower end of 
the cable and for this reason the oil in it and the gas inside the cells are 
subjected to the pressure corresponding to the static head of oil from the 
reservoir. | 

When the cable cools down, the pressure at the far end of the section 


drops below the static head and the gas enclosed in the collapsible cells 
increases in volume, and pushes out the oil from the tank into the cable. 


At the first moment of cooling, the pressure tank is subjected to a hydro- 
static pressure given by the head of oil from the feeding reservoir, and acts 
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exactly as an open tank connected at the lower end of the section, at the 
same level as the feeding tank. In this first moment, therefore, half of the 
cable will be fed by the feeding tank and half by the pressure tank, but 
after a certain length of time, the pressure inside the tank and in the gas 
cells will be smaller on account of the volume of oil having been fed back 
to the line. | 
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Fic. 5,115.—Feeding tank for oil filled cable. 


Each standard section of the line consists essentially, as shown in fig. 
5,114; of: 1, two stop joints which close the central oil passage in such a 
’ way that the oil of one section has no connection with the.oil of the next 

section; 2, one set of feeding tanks which gives oil to the cables; and 3, in 
certain special conditions, a pressure tank which supplements the oil supply 
to the cable. 


, Code. 


201. Gauges 
a. All wire sizes are given in the American (B. & S.) gauge. 


603. Varnished Cambric-Covered Wire. Type VC 
This wire is not intended for use where moisture exists. 


604. Asbestos-Covered Wire. Type A. 
For asbestos covered fixture wire see section 608. For installation see Article 5. 


This wire is especially useful in hot, dry places where ordinary coverings would perish, and 
where wires are bunched as on the back of a large switchboard or in a wire tower, so that the 
accumulations of rubber covering would result in an objectionable large mass of highly in- 
flammable material. It is not suitable for outside work or where moisture exists. 
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Code.—Continued. 


605. Slow-Burning Wire. Type SB 

This wire is especially useful in hot, dry places where ordinary covering sould perish, and 
where wires are bunched as on the back of a large switchboard or in a wire-tower, so that 
the accumulations of rubber covering would result in an objectionable large mass of highly 
inflammable material. It is not suitable for outside work or where moisture exists. 


606. Slow-Burning Weather proof Wire. Type SBW 
This wire is not suitable for outside work or where moisture exists. 


607. Weatherproof Wire. Type WP 

This wire is for use outdoors and elsewhere where moisture 1s certain, or corrosive vapors 
are present, and where fire-retardant qualities are not necessary. 

d. The cords listed in the table are recognized in sizes of 18 B. & S. gauge and larger, except 
that types PO-64, PO-32, P-64, P-32, PWP-64 and PWP-32 are recognized in 18 gauge only, 
and types PO, P, PWP, and E are recognized in 16 gauge and larger. 


614. Use of Flexible Cords 

a. Flexible cord shall be used only for pendants, wiring of fixtures and portable devices. 

e. Flexible cords shall be so connected to all fittings that the strain will be taken from the 
joints and terminal screws by a knot in the cord, winding with tape, a special fitting for the 
purpose, or other suitable means. 

f. Flexible cords shall, where passing through covers of outlet boxes, be protected by ap- 
proved bushings especially designed for this purpose; or the cover shall be provided with a 
smooth, well-rounded surface on which the cord will bear. so-called eerie toalie canara 
tion bushings shall not be used. ee ae 

g. Flexible cords used where the voltage between any two eonuuictors epeced 300 shall 
have insulating covermg at least 3 /64th-1nch 1n thickness for all conductor sizes No. 8 and less, 
except where type S is used. 

h. Flexible cords not smaller than No. 18 gauge, and flexible cord of smaller sizes approved 
for use with specific devices, may be attached to circuits fused at not over 15 amperes for not 
exceeding 150 volts and not over 10 amperes for not exceeding 300 volts, and shall be considered 
as protected by such circuit fuses. Flexible cords No. 18 gauge, or larger if required by col- 
umn 1 of table 1 of section 612, may be approved for use with specific devices on the medium- 
duty appliance branch circuits described in section 1602 and which are fused at not over 25 
amperes. 

t. No wire smaller than No. 18 shall be used for fixture work or flexible cords, except as 
approved for specific devices. 





TEST QUESTIONS 


1. What is a cable? 


“2. Define the term conductor. 


3. What are the desirable features of copper which makes 
its use valuable for wires? 7 


4. For what services are copper wires used? 


: r 


3,112 Wires and Cables 


. What kind of wire is used for telegraph and telephone 


lines? 


. For what is German silver wire used? 
. Give Matthiessen's standard for resistance of copper 


Wire. 


. State the relative conductivity of different metals and 


alloys. 


. What metal is used most for wires? 
. When are stranded conductors used instead of single 


conductors? 


. What protection is given to wires for most conditions 


of service? 


. Name the various forms of covering for wires. 
. What are the advantages of rubber insulation for wires? 
_ What are weather proof wires, and where are they 


used? 


. What is a slow burning wire? 
. How does slow burning weather proof wire compare 


with weather proof wire? 


. Where should slow burning weather proof wire be 


used? 


. Is it possible to build up a cable from any number of 


wires? 


. Name two methods of specifying stranded conductor. 
_ Is the weight of a stranded wire greater than that of 


the equivalent solid wire and why? 


. What is an oil filled cable and what is the oil used for? 
. Describe theory of the oil filled cables. 
3. Are oil filled cables used for low or high voltage? 
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CHAPTER 104 


Joints and Taps 


Fa 


The author objects to the careless and erroneous use of the 
terms joinis and splices. There is considerable difference be- 


tween a joint and a splice. 
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Fic. 5,116.—Martindale insulation scraper. 


Fic. 5,117.—Austin cable ripper for removing outer braid. 


By definition a joint 1s the tying together of two single wire conductors 
so that the union will be good both mechanically and electrically. 


A splice 1s the interlaying of the strands of two stranded conductors so 
that the union will be good both mechanically and electrically. 
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Making a joint tap or splice comprises the operations of 


1. Removing the insulation; 
2. Cleaning the conductors; 
3. Tying, or interlaying; 
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Fic. 5,118.—Pig tail joint 1. Cross the pair ‘\ 


of conductors to be connected between the 


me 
fingers and twist them together for a distance 
of at least an inch. For heavy wires, pliers 
must be used. er 


Fic. 5,119.—Pig tail joint 2. The final twist 
must be made with a pair of pliers and the 
excess wire cut off. The bare joints should 
now be pulled out of contact with any metal 
so that the circuit may be tested. 
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4. Soldering; 
5. Tap(e)ing. 


The subjects of splices, soldering and tap(e)ing are taken up 
.In separate chapters. 


Removing the Insulation.—In preparing insulated conductors 
.for making joints or splices, the insulation must first be re- 
‘moved from each conductor a proper distance depending upon 
; the type joint or splice to be made. 


BLADE NEARLY PARALLEL 
WITH CONDUCTOR 





Fic. 5,120.—Method of using knife in stripping insulation. Hold the blade so that it will 
lie flat with the wire to avoid nicking the latter. Stripping with a knife is not recommended. 


This process is sometimes called skinning or stripping. This operation 
is usually performed in a questionable manner by the use of an ordinary 
knife blade resulting in loss of time and probable nicking of the wire. 


For a single wire conductor a form of scraper such as shown 
in fig. 5,116 should be used. 
The method of using a ripper (fig. 5,117) is shown in fig. 5,121. The 


insulation of a duplex cable should first be ripped with a tool stick; then 
the insulation from the separate conductors is removed with a scraper. 
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If a knife must be used, do not cut insulation crosswise the wire, but 
parallel with the wire as in fig. 5,120. 


Cleaning the Conductors.—After removing the insulation, 
the wires must be thoroughly cleaned to insure good electrical 
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Fic. 5,121.—Method of using Austin cable ripper. In operation, squeeze and pull. This 
causes the cutter to sink into the outer braid and rip same. 


TWIST 





Fics. 5,122 and 5,123.—Twists and turns. In making twists each wire is wrapped around 
the other, whereas in making turns one wire remains straight, the other wire being wrapped 
around the straight wire. 
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I Fries. 5,124 and 5,125.—Bell hanger’s joint 1. Strip off 3 ins. of insulation from end of 
each wire and clean. | 
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Fic. 5,126.—Bell hanger’s joint 2. Bring wires together and make one turn as shown, then 
hold first wire with hand and twist second wire with pliers. Similarly twist first wire. The 
twisting may be done by hand for small wire, but for large wire, pliers are necessary. 
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Fic. 5,127.—Bell hanger’s joint 3. Appearance of completed joint before soldering and 
tap(e)ing. 
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contact between the ends of the wires and so that the solder 
will adhere properly. The wires may be cleaned by scraping. 


If this be done with a knife, care should be taken to avoid nicking the 
wire. Sand paper may be used to clean the wires. 
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Fics. 5,128 and 5,129.—Turn back joint 1. Strip off 3 ins. of insulation from one wire and 
5 ins. from the other and clean the exposed ends. 
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Fic. 5,130.— Turn back joint 2. With the ends of the wires together twist the wires, using 
pliers and leaving about one inch straight at the end. 

Fic. 5,131.—Turn back joint 3. Turn back the long wire until it becomes parallel with the 
twists. 

Fic. 5,132.—Turn back joint 4. Turn the two straight ends around the long wire between 
the twisted portion and the insulation, thus completing the joint. There should be enough 
straight wire left after twisting to make several turns. 
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Joints.—There is a multiplicity of joints designed to meet 
the requirements of different kinds of wiring. The duty to be 
performed by a joint determines the kind to be used. 


In some cases all that is required is that the joint be electrically good 
as for instance the pig tail splice used in junction or fixture outlet boxes; 
in other cases, the joint must be both electrically and mechanically good, 
as for instance, joints on an overhead line must be made so that they will 
withstand considerable tensile stress due to weight of the suspended con- 
ductor. 


There are a number of joints extensively used of which the 
following should be noted: 





Fic. 5,133.—Western Union joint complete. 


. Pig tail; 

. Bell hanger’s; 
Western Union; 
Turn back; 
Britannia; 
Scarfed; 
Duplex. 


NOP wh 


The pig tail joint as before mentioned is suitable for service where there 
is no mechanical stress as where wires are to be connected in an outlet 
box, switch or conduit fitting. Figs. 5,118 and 5,119 show the method of 
making this joint. 


The bell hanger’s joint was, as its name implies, originally intended for 
bell circuits, however on account of its being not only electrically and 
mechanically strong, but also compact, it has numerous other uses where 
the tensile stress is not too great. 
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The joint consists of one twist and no less than five turns of each wire 
about the others. The difference between twists and turns is shown in 
figs. 5,122 and 5,123 and the method of making a bell hanger’s joint in 
figs. 5,124 to 5,127. 


The Western Union joint is a modified form of the bell hanger’s joint. It is 
made in the same way as the bell hanger’s joint with the exception that 
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Fics. 5,134 and 5,135.—Britannia joint 1. Bend up at right angles the end of each wire. 
Use a hand vise and hammer as a sharp bend cannot be made with pliers. 


Fic. 5,136.—Brittania joint 2. Place the wires together so that they overlap about 3 ins. 


Fics. 5,137 and 5,138.—Britannia joint 3. Assuming the wires to be joined are No. 6, 
use a No. 18 wrapping wire. Take about 6 ft. of the wrapping wire, clean it and bend in half. 


a number of twists are taken instead of one. The object of the extra 
twists is to make it more efficient mechanically as the tensile stress brought 
on these joints is considerable. Fig. 5,133 shows appearance of the com- 
pleted joint. 
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The turn back joint is useful in connecting two wires that must be drawn 
taut. 

The Britannia joint is sometimes used on overhead lines where consider- 
able tensile strength is required. It is also used both for inside and out- 
side wiring where single conductors of sizes No. 6 or larger are used. Figs. 
5,134 to 5,141 show how the joint is made. 


== 


Fic. 5,139.—Britannia joint 4. Place the center of the wrapping wire at the center of the 
joint and wrap each half toward the ends of the joint. 








ee WRAPPING, WIRE 


Fic. 5,140.—Britannia joint 5. After wrapping, force the free ends of the wrapping wire 
through the grooves formed by the wrap and large wires. [Illustration shows one end being 
pulled through. 





Fic. 5,141.—Britannia joint 6. With the portion of wrapping wire remaining after pulling 
through, make a few turns around the large wires at each end of the joint. 


A scarfed joint is used on large wires where appearance and compactness 
are the main considerations and where the joint is not subject to any 
heavy tensile stress. The method of making the joint is shown in figs. 
5,142 to 5,144. 


A duplex joint is used in conduit systems where twin wires are used, that 
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is, two wire cables. It will be seen from the illustration that the joint 
consists of two bell hanger’s joints spaced so that they do not come op- 
posite each other. See figs. 5,145 to 5,148. 





as here shown, that is, filed wedge shaped. The scarf should be about 3 ins. long bringing 
the ends to a fine point making a good fit. When filing, the ends of the conductors are 
most conveniently held by laying them in a groove in a block of wood. The wires when 
fitted together should appear like one continuous wire. 





Fic. 5,144.—Scarf joint 2. Tin the ends, then wrap with No. 18 or No. 20 wire, starting 
at the middle of the joint and wrapping toward the ends similarly as with the Britannia 
joint, except that the ends instead of being pulled through are wrapped a few turns beyond 
the ends of the joint. Solder the joint. 





from each cable and remove insulation from each wire as shown, that is, so the joints will 
not come opposite each other. 
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Fics. 5,147 and 5,148.—Duplex joint 2, Make up joints. Fig. 5,147 shows one joint made 
and fig. 5,148 both joints complete, Note that these joints do not come opposite each 
other, thus giving better insulation. 
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Taps.—By definition, a tap is the connection of the end of one 
wire to some point along the run of another wire. 

As with joints, there are various taps to meet different con- 
ditions. The following should be noted. 
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Fic. 5,149.—Plain tap 1. Remove about 1}4 in. of insulation along the run wire and about 
3 ins. at the end of the tap wire. Cross the wires about }4 in. from insulation and,take a 
hook. 
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Fic. 5,150.—Plain tap 2. Take 5 or 6 turns of the tap wire around the run wire. Note that 
the joint should terminate about )% in. from the insulation on the run wire.. .‘This permits 
soldering without burning the insulation and gives better chance for tap(e)ing. 
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Fic. 5,151.—Aerial tap. The long twist is to give flexibility. Jn making, the joint is soldered 
on the turns, the long twist being left free. 
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. 





1. Plain; 
2. Aerial; 
3. Knotted; 





Fics. 5,152 and 5,153.—Knotted tap 1. Remove 1% to 2 ins. of insulation from run wire 
and 3 ins. from tap wire. Make knot as shown in fig. 5,153 and note carefully how it is 
made. " 
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Fic. 5,154.—Knotted tap 2. Make several turns. 
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Fic. 5,155.—Double cross tap. For this tap remove about 2) ins. of insulation from the 
run wire and about 4 in. from each tap wire. Each tap is made as described for the plain 
taps; the taps starting at the middle of the joint and running in opposite directions. 
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Fic. 5,156.—Duplex cross tap.—Remove about 2 ins. of insulation from the run wire and 
about 3 ins. from each tap wire. Bring the two tap wires across the run wire at one end of 
the joint and double twist the ends of the tap wires. 
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The plain tap is the one most frequently used and is quickly 
made without difficulty as 1s seen in figs. 5,149 and 5,150. 

The aerial tap is intended for wires subjected to considerable 
movement. It is similar to the plain tap except that it has a 
long or easy twist as in fig. 5,151 to permit of movement. 
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Fic. 5,159.— Wrapped tap 2. Bend the tap wire in the shape of an L with bend about 1 in. 
from insulation and place it along the run wire as shown. 
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Fic. 5,160.— Wrapped Tap 3. Wrapin a similar manner as described for the Britannia 
joint figs. 5,139 to 5,141. 
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A knotted tap, as must be evident, 1s designed to take con- 
siderable tensile stress and is made as shown in figs. 5,152 


to 5,154. 
A double cross tap is simply a combination of two plain taps 


as shown in fig. 5,155. 
The duplex cross tap 1s used where two wires are to be tapped. 
at the same time, because it can be made quicker. Fig. 5,156 


shows its features. 
A wrapped tap is used on wires too large to wrap around the 
run wire. The joint is made as shown in figs. 5,157 to 5,160. 


Code. 


203. Wire Terminals, Splices and Joints 

a. Terminal parts by which wire connections are made shall insure thoroughly good con- 
nections even under hard usage. For currents above 30 amperes, lugs into which the connecting 
wires may be soldered, or approved solderless connectors, shall be provided. For currents of 
30 amperes or less the parts to which wiring connections are made shall securely grip the 
conductors. Heavy clamps or screws with terminal plates having upturned lugs, or solderless 
connectors, may be used. 

Lugs or clamps are not required when leads are provided as part of the device. 

b. Wires shall be so spliced or joined as to be mechanically and electrically secure without 
solder. The joints shall then be soldered, unless made with a splicing device, and shall be 
covered with an insulation equal to that on the wires. 

c. Stranded wires, other than those used in flexible cords, shall be soldered together before 
being fastened under clamps or binding screws. 


TEST QUESTIONS 





1. What is the difference between a joint and a tap? 

2. Name five operations to be performed in making a joint 
or tap. 

3. What names are sometimes given to the operation of 
removing the insulation from the wire? 

4. What is the usual though wrong way of removing 
insulation? 

5. What should be done after removing the insulation? 
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. What is the difference between a turn and a twist? 
. Describe the bell hanger's joint. 

. Describe the turn back joint. 

. For what is the pig tail joint suitable? 

. For what is a Britannia joint sometimes used? 

. What is a scarf joint? . 
. Describe the operation of making a duplex cross tap. 
. Describe how the various taps are made. 

. What kind of tap is most frequently used? 

. For what is the aerial tap intended? 

. For what service is the knotted tap intended? 
_ When is the duplex cross tap used? 

. What is the feature of the wrapped tap? 
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CHAPTER 105 


Splices — 


As pointed out in the preceding chapter there is considerable 
difference between a joint and a splice yet the word splice is 
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each cable and clean each strand. 
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‘1Gs. 5,163 and 5,164.—Single wrapped splice 2. Lay up (that is, wrap) the strands for 
a distance of about 2 ins. from the end of the insulation of each cable and fan out the strands 
to an angle of about 30°. 
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commonly though incorrectly used for joznt. The latter term 
relates to single wire conductors and splice to multi-wire or 
stranded conductors.* 


For this reason the author excludes splicing from the chapter on joints 
and taps as it 1s a different subject. 


Running Butt Splice.—The term running butt relates to 
splices formed by butting together the ends of two cable lengths 
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Fic. 5,165.—Single wrapped splice 3. Interweave the strands by bringing together the 
laid up sections, and in so doing see that one strand only of each wire passes between two 
strands of the other in each case. Make a hook by sharply bending say strands 1 and A, 


to extend the run or length of circuit as distinguished from tap 
splices later described. 

According to the method of wrapping the strands, running 
butt splices are classified as: 


*NOTE.—According to the dictionary, the word splice is defined as fo unztle (tuo ropes 
or parts of a rope) as by tnterweaving or ‘intertwining the strands. Since single wire conductors 
are not made up of strands the word splice does not apply to them. 
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1. Single wrapped; 
2. Multiple wrapped. 
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iFic. 5,166.—Single wrapped splice 4. Wrap tightly one strand as strand 1 around the laid 
J. up portion of the cable. 
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F iG. 5,167.—Single wrapped splice 5. Similarly as in fig. 5,166, wrap tightly each of the 
remaining strands of each cable around the laid up portion of the other cable. 





*1Gs. 5,168 and 5,169.—Multiple wrapped splice 1. Remove about 3% ins. of insulation 
from each cable and clean each strand. 
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Single Wrapped Splice.—This kind of splice 1s used for large 
wires (No. 6 or larger) because it 1s easier to wrap a single wire 
at a turn than to wrap them all at once. 
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Fic. 5,170.—Multiple wrapped splice 2. Lay up the strands for a distance of 1 in. from 
the insulation. Fan the free ends and butt together properly intertwining the strands. 
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Fic. 5,171.—Multiple wrapped splice 3. Wrap tightly the strands of one cable around 
the laid up portion of the other cable. Similarly wrap the strands of the other cable. 


For a No. 4 or No. 6 wire the insulation is removed from the ends of the 
cable a distance of about 6 inches, larger sizes in proportion. The method 
of making a single wrapped splice is illustrated in figs. 5,161 to 5,167. 


Multiple Wrapped Splices.—This method of wrapping is gen-: 
erally used on small cables because the strands are flexible and 
all can be wrapped in one operation. A three strand cable is: 
selected so as to clearly show the method of wrapping. 

In this splice all strands in each group are wrapped simultaneously and 
parallel with each other. Figs. 5,168 to 5,171 show the various opera- 


tions. The strands are No. 20 wire and are exaggerated in size in the illus- 
trations for clearness. 
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Tap Splices.—These are made when the end of one stranded 
conductor is to be connected at some point along the run of 
another stranded conductor. 
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1G. 5,172 .—Ordinary tap splice 1. Remove insulation to a distance depending upon the 
size of the wires. Place tap conductor at center of splice and divide up the strands as shown. 





== MMM = MH ——hsssaiss 





Fic. 5,173.—Ordinary tap splice 2. Wrap tightly strands in multiple as shown for small 
wires. 


They may be classed as: 


1. Ordinary; 
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Fic. 5,174.—Split tap splice 1. Remove insulation to a distance depending upon the size 
of the wires. Place tap conductor at center of splice and interweave the strands as shown. 
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Fic. 5,175.—Split tap splice 2. Wrap the strands on each side toward end of splice. The 
illustration shows a single wrapped tap splice. 
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2. Split; 
3. Y splice. 


In the method of wrapping they may be either singly wrapped, or mul- 
tiple wrapped, the choice depending on the size of the strands. The ac- 
companying illustrations show the various tap splices. 





Fic. 5,176.— Y splice 1. Remove insulation to a distance depending upon the size of wires. 
Interweave the tap wire strands through the run wire strands at one end of the splice and 
twist up the run wire strands in the original direction. 





Fic. 5,177.— Y splice 2. Tightly wrap the strands of the tap wire around the run wire, 
either by the single or multiple method, depending upon the size of the wires. 
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TEST QUESTIONS 





1. What is the difference between a splice and a joint, or 
a tap? 

2. What is a running butt splice? 

3. Name two kinds of running butt splice. 

4. Describe how to make the single wrapped splice and a 
multiple wrapped splice. 

5. Describe how to make: 1, ordinary tap splice; 2, split 
tap splice. 
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CHAPTER 106 


Soldering and Tap(e)ing 


By definition, soldering is the act or process of forming 
joints upon or between metallic surfaces, by means of a fusible 
alloy or solder, whose melting point is lower than that of the 
metals to be united. 


Solder.—The word solder is a name for any fusible alloy used 
to unite different metal parts. 

In electrical engineering the solder used is practically always an alloy 

of tin and lead. As the electrical conductivity of such an alloy is usually 

about one-seventh that of copper, the best joint between copper conductors 


is made by bringing the copper surfaces as close together as possible and using 
a minimum of solder. 


Soldering.—Briefly the theory of soldering is that: as the 
solder adheres to and unites with the surface of the copper when 
the bit 1s tinned, so will it adhere to and unite the surfaces of the 
metals to be soldered. 


The operations to be performed in soldering are: 
1. Cleaning the surface to be soldered; 

2. Heating the bit; 

3. ““Tinning’’ the bit; 

4. Applying the flux; 
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5. Picking up solder; 
6. Applying the bit. 


These six operations constitute, in general, soldering. They are per- 
formed in various ways depending upon the nature of the work. 


The essential conditions for successful soldering are: 


1. Clean surfaces; | 
2. Correct temperature of bit; 
3. Careful fluxing and tinning. 


When these conditions are given proper attention the art of 
soldering without profanity, presents no difficulties. 


Methods of Soldering.—There are several ways of performing 
the essential operations of soldering and as previously men- 
tioned the choice depends upon the nature of the work. The 
methods mostly used are: 


1. Soldering with bit; 
2. Soldering with gasoline blow torch; 
3. Soldering with alcohol blow torch; 


4. Sweating. 
all of which are later described in detail. 


Soldering Fluxes.—The word flux, means a substance applied 
to a metal to make solder flow readily on its surface. 


The action of a flux is largely that of cleaning the surface, and of re- 
ducing any oxide on the surface to the metallic state. 


If a piece of sheet copper be carefully cleaned by means of emery cloth 
and heated over a gas flame, the surface will be seen to tarnish rapidly 
and assume a dark brown appearance. A small piece of resin dropped on 
the surface will meJt, and when the liquid runs, the initial bightness of 
the surface will be found to reappear. 
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There are a number of fluxes suitable for various kinds of soldering, but 
pine amber resin is the best for electrical work as it does not cause corro- 
sion. A corrosive flux, such as zinc chloride solution (killed spirits) should 
be strictly excluded from any electrical work. The nature of the solder 
often determines the flux. For soldering copper and brass, use sal-am- 
moniac as flux. 


Soldering Bolts or Bits.—The erroneously called soldering 
“iron” or bit: consists of a large piece of copper, drawn to a 
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Fic. 5,178.—Use of soldering ladle in soldering an overhead pig tail joint as from a ceiling box. 
At the first dipping, perhaps too much solder will adhere to the joint and if so this may 
be corrected by subsequent dipping which heats up the twisted wires so that the excess 
solder will fali back into the ladle. 





Fic. 5,179.—Ordinary soldering bit, incorrectly called soldering tron. 


point or edge and fastened to an iron rod having a wooden 
handle, as shown in fig. 5,179. 
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Tinning the Bit.—Preliminary to soldering, the bit must be 
coated with solder, this operation being known as “‘tinning.”’ 

To tin a soldering bit, heat it in a fire or gas flame until hot 
enough to melt a stick of solder rapidly when it is lightly 
pressed against it. 

When the bit is at the night 
temperature, the heat can be 
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Fics. 5,180 and 5,181.—Tinning block for electric soldering tool. It is made with two soft 
bricks. One brick is used to support the soldering tool, and the other to contain the tin- 
ning material and to furnish a material which will keep the copper bit bright enough to re- 
ceive its coating of ‘‘tin.’’ Fig. 5,181 shows part of the tinning brick in section, which is 
scooped out on top as shown by the lower line. Into one end of the hollow in the brick. 
some sal-ammoniac is placed to help tin the copper bit. Sal-ammoniac is a natural flux 
for copper and aids greatly in keeping the tool well tinned. Some melted solder is run intc 
the hollow of the brick, and enough resin to fill the cavity nearly to the top. 
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‘elt when it is held close to the face, as in fig. 5,186. When hot 
snough clean up the surface of the copper with an old file, or 
scrape it on a brick. 

If the temperature be too high, the copper surface will be 
ound to tarnish immediately, in which case the soldering bit 
nust be allowed to cool slightly and the cleaning repeated. 


When the surface only tarnishes slowly, it is at the nght temperature 
for tinning. Take a piece of itm plaie (agnorantly called sheet tin or just 
‘‘tin’’) and place on it some solder and flux, and rub the bit on same. The 
process of tinning is shown 1n figs. 5,182 to 5,184. 
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IGS. 5,182 to 5,184.—“*Tinning”’ the bit. Fig. 5,182, cleaning bit by filing working surfaces 
with an old file; fig. 5,183, rubbing the bit on the flux and solder, which may be conveniently 
placed on a piece of sheet tin as shown; fig. 5,184, removing surplus solder by giving each 
side of the bit a quick stroke over a damp rag. 


After the molten metal has spread over the whole of the surface which 
it is desired to tin, the superfluous solder is wiped off witha clean damp rag. 


The surface should present a bright silvery appearance when 
roperly tinned. 


Once a soldering bit has been well tinned care should be taken not to 
overheat it. If the bit at any time reach a red heat it will be necessary to 
repeat the whole tinning process before it is fit to be used again. No good 
work can be done with an untinned or badly tinned bit. 


If the bit be forgotten and left in the fire, heat to redness and then plunge 
into cold water, when most of the hard oxidized surface will scale off. A 
soft coal fire will quickly destroy the tinning. 
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Fic. 5,185.—Method of applying liquid rosin flux with brush to wire connection to be soldered. 





Fic. 5,186.—Method of judging the heat of a soldering bit by holding it near the face. 
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Applying the Flux.—Resin which is recommended as a flux 
comes in lumps, but it can be granulated by grinding it in a 
coffee grinder or by hammering. 

The resin may be sprinkled over the surface to be soldered or may be 


applied in liquid form by dissolving in alcohol. In the liquid form it 
may be applied with a brush as in fig. 5,185. Resin is sometimes called 


TOSIN. 

Applying the Solder.—The method used in applying the 
solder to the parts to be soldered depends upon the nature of 
the work. It may be applied by: 
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Fic. 5,187.—Picking up solder with a hot bit. This is the proper method for small work. 
Rest the bar of solder on some support as a brick or piece of wood and touch it with the 
end of the hot bit. Some of the solder will melt and remain on the bit. In picking up 
solder from the stick, care should be taken not to leave the bit in contact with the solder 
too long or some of it will drop off. The larger the bit and area tinned, the more solder 
will the bit hold. 


NOTE.—On electrical work the Underwriters’ Code permits the use of a flux composed 
of chloride of zinc, alcohol, glycerine and water. This preparation is easily applied and 
remains in place. It permits the solder to flow freely and is not highly corrosive. This flux 
is made as follows: Zinc chloride, 5 parts; alcohol, 4 parts; glycerine, 3 parts. Anhydrous 
zinc chloride crystals should be used dissolved in alcohol. The glycerine makes the flux ad- 
hesive. To prevent the alcohol igniting, the mixture may be diluted with water. There are 
a number of prepared fluxes on the market, but are not to be recommended because of the 
ridiculously high prices demanded. For electrical work, especiatly when very small wires 
are used, rosin should be insisted upon to avoid any corrosion. No one flux can be assigned 
Lo any one metal as being peculiarly adapted or fitted to that metal for all purposes. The 
nature of the solder often determines the flux. 
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1. Picking up; 
2. Melting on the work. 

For soldering small wires, the first method is used. The solder is picked 
up as in fig. 5,187, and then applied to the joint, as in fig. 5,189. Since 


heat rises, the bit is more efficiently applied underneath the parts to be 
soldered. The difficulty encguntered with such application is to retain 
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Fics. 5,188 and 5,189.—Soldering small wire connections by the picking up metho’. Tin one 
side only of the bit. If the bit be already tinned on all four faces file bit clear down to 
copper on all but one side and apply solder as in fig. 5,188. The bit is now ready and may 
be used without the annoyance of the solder leaving the working face or dropping on the 
floor below. 


the solder at the right place on the bit. This is accomplished by tinning 
only one face of the bit as A in fig. 5,188, which will cause the melted solder 
to remain on the upper or tinned face, so that the soldering is easily done 
as in fig. 5,189. 


The second method of melting the solder on the work is a 
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top method, that is the stick of solder is held on top of the 
work. 


The bit is more efficiently applied from below as -before stated, as it al- 
lows the heat to rise melting the solder and allowing it to flow into the 
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Fic. 5,190.—Method of soldering by melting the solder on the work. This is naturally a 
top method and requires a hotter bit than the picking up method shown in figs. 5,188 and 


9,189. 


crevices. When it is found impossible to apply the heat from below, the 
soldering copper may be placed at the top, as in fig. 5,190, in which case 
it will be found necessary to increase the heat of the copper. 


Soldering with a Gasoline Blow Torch.—Instead of applying 
the heat for soldering with a bit, it 1s. sometimes more 
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conveniently done by applying the flame of a blow torch 
direct to the work. 


The operation of a blow torch is explained in fig. 5,192, and of a gasoline 
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Fic. 5,191.—Gasoline torch with rests for holding soldering bit. In construction A, is a 
hand air pump, which may have automatic, or hand operated valve; B, is the reservoir con- 
taining gasoline and compressed air, the latter being furnished by the pump. A valve V, 
prevents leakage of the compressed air through pump. A pipe C, projects to bottom of res- 
ervoir, as indicated by dotted lines, and connects with vaporizer E, through needle valve 
F. A trough D, is for holding a small quantity of gasoline to heat vaporizer E, in starting. 
Two supports H and G, clamped to the vaposizer support a soldering bit so that it will rest 
in the flame in heating. Jn operation, the reservoir is filled about two-thirds full through 
filler plug and the pump given a few strokes to compress air in the top of reservoir. After 
heating vaporizer E, with a little gasoline placed in D, needle valve F, is opened slightly. 
The gasoline under pressure on the reservoir will flow through needle valve F, into the 
vaporizer and ignite. As the vapor becomes hotter the valve may be given more opening 
and when fully heated an almost colorless flame of great heat will issue from the end of the 
vaporizer. Air supply is admitted into the vaporizer through the small holes shown. In 
attaching the supports H, G, care should be taken not to cover any of the air holes, because 
this will cause a poor flame. 


torch in fig. 5,191. After fluxing, the joint or splice is heated above the 
melting point of solder. The latter is applied from the top so that it will 
flow all over the wires and into the crevices. 
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For small wire connections a mouth or pin flame alcohol blow torch 
should be used as shown in fig. 5,192. , 


Sweating.—In this operation the surfaces to be joined are 
cleaned, heated, fluxed and covered with a film of solder. The 
soldered surfaces are then placed together and heated either 





Fic. 5,192.—Pin flame alcohol blow torch. /t consists of an ordinary wick torch A, provided 
with a blow pipe B, having a rubber tube extension, C, for blowing. In operation, the 
blowing pressure should be regulated so that the flame is drawn out to a sharp point. In 
soldering, a flame should be directed to the center of the joint and should be blown with 
sufficient pressure to bring the flame toa point. Use a piece of solder wire rather than a large 
stick of solder, thus avoiding the loss of considerable heat which takes place in heating the 
large stick of solder. 


with a bit or blow torch until the solder melts and unites the 
two surfaces. 

During the heating operation the surfaces should be held 
firmly together with clamps or other means. Figs. 5,193 to 
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After cleaning, apply 


Fics. 5,193 to 5,196.—Method of sweating strap connector to wire. 
flux to parts to be united as in A; pick up solder on bit and cover surfaces with a thin film 
as in B; bend strap over wire as in C; hold bent part of strap down firmly with rod M, and 


heat with bit as in D. The pressure ‘on rod M, should be continued until the solder has 


solidified. 
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To insulate, the exposed wires are wrapped first with rubber tape until 
this covering is equal in thickness to the regular insulation. Then about 
two layers of friction tape are wrapped over the rubber tape. The method 


of taping is shown in the accompanying illustration. 
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Fic. 5,201.—Method of starting tape in insulating a pig tail joint. 
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TEST QUESTIONS 


. Give a definition of soldering. 
. What is solder? 
. What kind of solder should be used in electrical en- 


gineering, and why? 


. State briefly the theory of solder. 
. Name six operations to be performed in soldering. 
. What are the essential conditions for successful sol- 


dering? 


. Name four methods of soldering. 

._ What is soldering flux and why used? 

. Describe the action of a flux. 

. What kinds of flux should not be used on electrical 


work and why? 


. What sometimes determines the kind of flux to be 


used ? 


. What is the proper name for a so called soldering 


“iron ? 


. Describe the construction of a soldering bit. 

_ What must be done preliminary to soldering? 

. Describe the method of tinning the bit. 

_ How is the right temperature for a bit judged? 

. What happens if the temperature of the bit be too high? 
. How is the flux applied? 

_ Upon what does the method of applying the solder 


depend? 


_ Describe the picking up method of applying solder. 
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melting on the work” method of apply- 
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CHAPTER 107 





How to Read Plans 


Wiring Terms.—There are a number of terms in general use 
relating to the work of wiring and the exact meaning of these 
terms is of importance to the electrician who installs any sys- 
tem of wiring. These definitions are from the National Elec- 
trical Code and are standard. 


Definitions 


Accessible.—(As applied to wiring methods, not permanently closed in 
by the structure or finish of the building; capable of being removed without 
disturbing the building structure or finish. (As applied to equipment.) 
Admitting close approach because not guarded by locked doors, elevation 
or other effective means. (See also Readily Accessible.) 


Approved.—Acceptable to the authority enforcing this Code. 


Branch Circuit.—That portion of a wiring system extending beyond 
the final automatic overload protective device of the circuit. 


Lighting Branch Circuits.—Cuircuits supplying energy to lighting out- 
lets only. 


Appliance Branch Circuits.—Circuits supplying energy either to per- 
manently wired appliances or to attachment plug receptacles, that is, ap- 
pliance or convenience outlets or to a combination of permanently wired 
appliances and additional attachment plug outlets on the same circuit; 
such circuits to have no permanently connected lighting fixtures. 
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Building.—A structure which stands alone or which is cut off from 
adjoining structures by unpierced fire walls. 


Cabinet.—An enclosure designed either for surface or flush mounting, 
and provided with a frame, matt or trim in which swinging doors are hung. 
(See cutout box.) 


Cable.—A stranded conductor (single-conductor cable) or a combina- 
tion of conductors insulated from one another (multiple-conductor cable). 


Concealed.—Rendered inaccessible by the structure or finish of the 
building. Wires in concealed raceways are considered concealed, even 
though they may become accessible by withdrawing them. 


Conductor.—A wire or cable or other form of metal suitable for carry- 
ing current. 


Controller.—A device, or group of devices, which serve to govern, in 
some predetermined manner, electric power’ delivered to the device gov- 
erned. 


Cutout Box.—An enclosure designed for surface mounting and having 
swinging doors or covers secured directly to and telescoping with the 
walls of the box proper. (See cabinet.) 


D.C. Neutral Grid.—A well grounded network of neutral conductors 
formed by connecting together within a given area all of the neutral con- 
ductors of a low-voltage direct-current supply system. 


Dust-tight.—So constructed that dust will not enter the enclosing case. 


Enclosed.—Surrounded by a case which will prevent accidental con- 
tact of a person with live parts. 


Exposed.—<Accessible; not concealed. 


Feeder.—A stretch of wiring to which no connection is made except at 
its two ends. 


Guarded.—Covered, shielded, fenced, enclosed, or otherwise protected, 
by means of suitable covers or casings, barriers, walls or screens, mats or 
platforms, to remove the liability of dangerous contact or approach by 
persons or objects to a point of danger. 


Isolated Plant.—A private electrical installation deriving energy from 
its own generator driven by a prime mover. 


Master Service.—The service conductors supplying a group of buildings 
under one management. 
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Motor Circuit Switch.—A switch used to stop a motor when at full 
running current, but not intended to open the motor circuit with stalled 
rotor current flowing. The switch may also serve to disconnect the motor 
and its controller when necessary for repairs, etc. 


Outlet.—A point on the wiring system at which current is taken to 
supply fixtures, lamps, heaters, motors and current-consuming devices 
generally. 


Panelboard.—A single panel, or a group of panel units designed for as- 
sembly in the form of a single panel; including buses and with or without 
switches and or automatic overload protective devices for the control of 
light, heat, or power circuits of small individual as well as aggregate ca- 
pacity designed to be placed in a cabinet or cutout box placed in or against 
a wall or partition and accessible only from the front. (See switchboard.) 


Portable Appliance.—An appliance capable of being readily moved 
where established practice or the conditions of use make it necessary or 
convenient for it to be detached from its source of current by means of 
flexible cord and attachment plug. _. 


Readily Accessible.—Capable of being reached quickly, for operation, 
renewal or inspection, without requiring those to whom ready access is 
requisite to climb over or remove obstacles or to resort to portable ladders, 

chairs, etc. 


Secondary Neutral Grid.—A well grounded network of neutral con- 
ductors formed by connecting together within a given area all the neutral 
conductors of individual transformer secondaries of the supply system. 


Service.—That portion of the supply conductors which extends from 
the street main or duct or transformers to the service switch, switches, 
or switchboard of the building supply. 


Sub-feeder.—Same class as a feeder, but is distinguished either by 
being one of two or more connecting links between the end of a single 
feeder, and several distributing mains, or by constituting an extension of 
a feeder. 


Totally Enclosed Motor.—A motor which is so completely enclosed 
by integral or auxiliary covers as to practically prevent the circulation of 
air through the interior. Such a motor is not necessarily air-tight. 


Voltage to Ground.—The voltage between the given conductor and 
that conductor of the circuit which is grounded; in ungrounded circuits, 
the greatest voltage between the given conductor and any other conductor 
of the circuit. 
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Waterproof.—So constructed or protected that moisture will not inter- 
fere with its successful operation. 


Watertight.—So constructed that moisture .will not enter the en- 
closing case. 


How to Read Plans.—There are various ways of representing 
‘objects in drawings, such as: 


. Perspective; 

Cabinet projection, 
Isometric projection; 
Orthographic projection; 
Development of surfaces. 


oR WDNR 


Of these methods, the first three may be classed as ‘‘pictorial’’ in that 
they show the entire visible portion of the object in one view, whereas 
the fourth requires several views to fully present the object and may be 
called ‘‘descriptive.”’ 


It is this latter method that is most generally used and which requires 
a little study to comprehend it. A knowledge of this method is necessary 


to read plans. 


Orthographic Projection.—Isometric drawing and cabinet 
projection, while showing the object as it really appears to the 
eye of the observer, are neither of them very convenient meth- 
ods to employ where it is necessary to measure every part of 
the drawing for the purpose of reproducing it. 

Drawings suitable for this purpose, generally known as 
working drawings, are made by the method known as ortho- 
graphic projection. 

In cabinet or isometric projection, three sides of the object 
are shown 1n one view, while in a drawing made in orthographic 
projection, but one side of the object is shown in a single view. 


To illustrate this, a clear pane of glass may be placed in front of the 
object intended to be represented. 
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In fig. 5,202 a cube is shown on a table; in front of it, parallel with 
one face (the front face) of the cube, the pane of glass is placed. 


Now, when the observer looks directly at the front of an object from a 
considerable distance, he will see only one side, in this case only the front 
side of the cube. 


The rays of light falling upon the cube are reflected into the eyes of the 
observer, and in this manner he sees the cube. The pane of glass, evidently, 
is placed so that the rays of light from the object will pass through the 
glass in straight lines, to the eye of the observer. The front side of the 
object, by its outline, may be traced upon the glass, and in this manner a 
figure drawn on it (in this case a square) which 1s the view of the object as 
seen from the front which in this case is called the front elevation. 


One view, however, is not sufficient to show the real form of a solid 
figure. In a single view two dimensions only can be shown, length and 
height; hence the thickness of an object will have to be shown by still an- 
other view of it, as the top view or plan. 


Now, place the pane in a horizontal position above the cube which is 
resting on the table, as in fig. 5,203 and, looking at it from above, directly 
over the top face of the cube, trace its outline upon the pane; as a result, 
a square figure is drawn upon the glass, which corresponds to the appear- 
ance of the cube, as seen from above. This square on the glass is the top 
view of the cube, or its plan. 


Fig. 5,204 shows the manner in which a side view of the cube may be 
traced; the glass is placed on the side of the cube, which rests on the table 
as before, and the outline of the cube on the glass in this position is called 
its stde elevation. 


Usually either two of the above mentioned views will suffice to show all 
dimensions and forms of the object, but to completely represent complicated 
objects, three or four views may be required. 


In complicated pieces of machinery, however, more views, three and even 
more may be required to adequately represent the proportions and form of 
the different parts. 


A drawing which represents the object as seen by an observer looking at 
it from the right side is called the right side elevation and a drawing showing 
the object as it appears to the observer looking at it from the left side is 
called the left side elevation. 


In the case of a long object, a view at the end is called an end view. 


A view of the object as seen from the rear is called the rear view or rear 
elevation, and a view from the bottom, the bottom view. 
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The different views of an object are always arranged on the drawing in 
a certain fixed and generally adopted manner, thus— 

The front view is placed in the center; the right side view is placed to 
the right of the front view, and the left side view to the left; the top view 
is placed above the front view and the bottom view below it. The dif- 
ferent views are placed directly opposite each other and are joined by 
dotted lines called projection lines. 


TOP VIEW 









 ciscissaucidonanmantasieamiaan’ 
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Fics. 5,205 to 5,209.—Five views of an object as drawn in orthographic projection. 


By the aid of projection lines, leading from one view to the other, as in 
figs.5,205 to 5,209 measurements of one kind may be transmitted from one 
view to the other; thus, the height of different parts of an object may be 
transmitted from the front view to either one of the side views; in like man- 
ner the length of different parts of the object may be transmitted by the 
aid of projection lines, to the bottom view and top view. 


It is often desirable to show lines belonging to an object, although they 
may not be directly visible. In figs. 5,205 to 5,209 the top view and the 
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bottom view show plainly that the object is hollow; looking at the object 
from the front or from the sides, however, the observer could not see the 
inside edges of the object, unless it were made of some transparent 
material. 


In projection drawing it is assumed for convenience that all objects are 
made of such material, transparent enough to show all hidden lines, no 
matter from which side the object is observed; these hidden lines are rep- 
resented in the drawing by dotted lines. 






oo 
4 





END VIEW SIDE VIEW 


Fics. 5,210 to 5,213.—Cab're. prolection outline drawins of a barn, and same drawn in 
O‘thographic projection. 
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' To illustrate the method of orthographic projection one prob- 
2m Is given. 


Problem.—Draw plan, end and front views of the barn 
ihown in fig. 5,211. 


The plan will consist simply of a rectangle CDFE (fig. 5,210), the length 
of whose sides being obtained from the dimensions in the orthographic pro- 
jections. The end view is projected down from points C,A,E, of the plan, 
being identical with the end in fig. 5,211, because it is here drawn in the 
‘‘OX, plane’’ which is the plane of the paper and accordingly is seen in true 

- ize. 

Similarly. for the side view project over the points A,E,I., of the end 
view and lay off AB, EF, and IJ, equal to 40 ft., the elevation of these lines 
being obtained from the given dimensions. The door is laid out in a sim- 
ilar manner. | 
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G. 5,214.—The vestibule and front hall. 
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Plans of a Dwelling.—To illustrate how to read blue prints 
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FG. 5,215.—Isometric drawing of first floor showing lights, switches and 
convenience outlets. 
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3,164 How to Read Plans 


and especially how the electric wiring installation is indicated, 
a set of “plans” is here given. 

With respect to the wiring, the symbols show the location 
of the outlets to which the wiring must be brought and the 
number of lights for which provision must be made. It is ac- 
cordingly necessary to know the meaning of the symbols or 
to have at hand a table of these symbols as given conveniently 
in this chapter. To assist the student in reading the plans, 
the building is first shown 1n cut away tsometric projection, fig. 
0,215, which gives the general appearance of the interior the 
same as a photograph. 

First compare the isometric drawing fig. 5,215 of the first 
floor with the plan, fig. 5,216. 


Key for First Floor 
-©)- =Ceiling Outlet for Extensions (Elexits) — @ =Range Outlet 4 


1©- = Wall Outlets for Extensions (Elexits) C =Single-pole Tumbler. Switch 


41> = Wall Outlet S *.=Double-pole Tumbjer Switcl 


72 =Single Convenience Outlet Ss =Three-way Tumbler Switch 


— Double Convenience Outlet 


© = Floor Outlet 


Nore.— Where Elexits are indicated other types of outlets may be substituted. 


Sst =Four-way Tumbler Switch 


Specifications 
* VESTIBULE 
42 | 3-Way Tumbler Switch GE1690, controls No. 44 Ceiling Elexie. 
43 } 3-Way Tumbler Switch GE1690, controls Nos. 45 and 46 Entrance Lights. 
44 | Ceiling Elexit LX200, 25-watt lamp is recommended. 


*The numbers in the first column identify the outlets shown on floor plan,. | 
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Specifications—Continued 


» HALL 


4-Way Tumbler Switch GE1691, controls No. 38 Ceiling Elexit. 

3-Way Tumbler Switch GE16g0, controls No. 38 Ceiling Elexit. 

3-Way Tumbler Switch GE16g0, controls No. 44 Vestibule Elexit. 

3-Way Tumbler Switch GE16g0, controls Nos..45 and 46 Entrance Lights. 

3-Way Tumbler Switch GE16g0, controls No. 101 Upper Hall Ceiling Elexit. 

Twin Convenience Outlet GE694, furnishes power for table lamp, vacuum cleaner, etc. 
Ceiling Elexit LX200. 50-watt lamp is recommended. 


LIVING ROOM 


—3-Way Tumbler Switch GE1690, controls No. 29 Ceiling Elexit. 


3-Way Tumbler Switch GE16g0, controls No. 29 Ceiling Elexit. 

S-P. Tumbler Switch GE1688, controls Nos. 20, 21, 23, 27, 32 and 34 Wall Elexits. 
S-P. Tumbler Switch GE1688, controls No. 16 Ceiling Elexit. 

Single Convenience Outlet GE658 

Single Convenience Outlet GE658 

Single Convenience Outlet GE658 | furnishes power for portable lamps, electrically 
Single Convenience Outlet GE658 operated musical instruments, vacuum cleaners, 
Single Convenience Outlet GE658 fans, etc. 

Single Convenience Outlet GE658 

Single Convenience Outlet GE658 


. Wall Elexit LX111.  15-watt lamp is recommended. 


Wall Elexit LX111. 15-watt lamp is recommended. 
Wall Elexit LX111. 25-watt lamp is recommended. 
Wall Elexit LX111. 25-watt lamp is recommended. 
Wall Elexit LX111. 25-watt lamp 1s recommended. 
Wall Elexit LX111. 25-watt lamp is recommended. 


Ceiling Elexit LX200. 200-watt lamp is recommended. 


SUN PORCH 


Twin Convenience Outlet GE694, furnishes power for portable lamps, fan, cooking 
appliances, vacuu:n cleaner, ete. 


| Ceiling Elexit LX200. 75 watts if lamp is of diffusing quality, otherwise only 50, is 


reconmenjded. 


DINING ROOM 


| 3-Way Tumbler Switch GE16g0, controls No. 54 Ceiling Elexit. 


3-Way Tumbler Switch GEr16g0, controls No. §4 Ceiling Elexit. 

S-P. Tumbler Switch GE1688, controls Nos. 50, 52, 56, 59, 62, Wall Elexits. 

Single Convenience Outlet GE658 | 

Single Convenience Outlet GE658 | furnishes power for cooking appliances, electric 
Single Convenience Outlet GE658 candlesticks, glow heater, fan, vacuum cleaner, 
Single Convenience Outlet GE658 etc 
Single Convenience Outlet GE658 

Single Convenience Outlet GE658 


3,166 How to Read Plans 





The plan with the electric installations indicated on same isi 
sometimes called an outlet diagram. 
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Fic. 5,217.—Isometric drawing of second floor show- 
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DINING ROOM (Continued) Specifications— 
Wall Elexit LX111. Two 15-watt lamps are recommended. Continued 


Wall Elexit LX111. Two 15-watt lamps are recommended. 
Wall Elexit LX111. Two 15-watt lamps are recommended. 
Wall Elexie LX111. Two 15-watt lamps are recommended. 
Wall Elexit LX111. Two 15-watt lamps are recommended. 
Ceiling Elexit LX200. Two 100-watt lamps in dome fixture are recommended. 


KITCHEN 


3-Way Tumbler Switch GE16g0, controls No. 64 Ceiling Elexit. 

3-Way Tumbler Switch GE1690, controls No. 64 Ceiling Elexit. 

Twin Convenience Outlet GE694, furnishes power for fan, utility motor, beaters, 
iron, etc. 

Special Convenience Outlet GE694, furnishes power for electric range. 

Wall Elexie LX1r11, 25-watt lamp is recommended. 

Wall -Elexit LX1r1. 25-watt lamp is recommended. 

Ceiling Elexit LX200. 100-watt lamp is recommended. 


BACK HALL AND PORCH 


3-Way Tumbler Switch GE16g0, controls No. 12 Main Cellar Light. 
Single-pole Tumbler Switch GE1688, controls No. 70 Hall Center Elexit. 
3-Way Tumbler Switch GE1690, controls No. 73 Back Porch Light. | 
3-Way Tumbler Switch GE16g0, controls No. 132 Light Outside Garage. 
Ceiling Elexit LX200. 25-watt lamp 1s recommended. 

Wall Elexit LX111, 25-watt lamp 1s recommended. 


CELLAR 


3-Way Tumbler Switch GE1690, controls No. 12 Main Cellar Light. 


S-P. Surface Tumbler Switch GEg7o0, controls No. 2 Heater Room Light. 
S-P. Surface Tumbler Switch GEg7o, controls No. 4 Fuel Room Light. 

S-P. Surface Tumbler Switch GEg7o, controls No. 6 Storage Room Light. 
S-P. Surface Tumbler Switch GEg7o, controls No. 9 Laundry Light. 

S-P. Surface Tumbler Switch GEg7o, controls No. 15 Vegetable Room Light. 
Single Convenience Outlet GE658, furnishes power for trouble light, fan, etc. 
Twin Convenience Outlet ra furnishes power for electric tools, washing machine, 
Twin Convenience Outlet GE694 ironer, etc. 

Ceiling Lamp Receptacle GEo88. 25-watt lamp is recommended. 

Ceiling Lamp Receptacle GEo88. 25-watt lamp is recommended. 

Ceiling Lamp Receptacle GEo88. 25-watt lamp is recommended. 

Ceiling Lamp Receptacle GEo88. 75-watt lamp is recommended. 

Ceiling Lamp Receptacle GEo88. 75-watt lamp is recommended. 

Ceiling Lamp Receptacle GEo88. 25-watt lamp is recommended. 


GARAGE 


3-Way Tumbler Switch GE16g90, controls No. 132 Light Outside Garage. 

3-Way Tumbler Switch GE16go, controls No. 173 Back Porch Light. 

S-P. Tumbler Switch GE1688, controls No. 137 Center Light. 

Twin Convenience Outlet GE694, furnishes power for Tungar battery chargers, elec- 
tric tools and appliances. 

Ceiling Lamp Receptacle GEo88. 75-watt lamp is recommended. 

Ceiling Lamp Receptacle GEo88. 75-watt lamp is recommended. 
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Next the view and plan of the second floor, figs. 5,217 and 
5,218 should be compared. For convenience a key of the 
symbols used in each plan is given.. 

Accompanying the plans there should be a list of the wiring 
devices required and the control of each indicated as here 
given. The complete wiring system as indicated in the plans 
thus far given, represents an installation where every conven- 
tence is provided for. 

With the realization, however, that convenience is a relative 
quantity, two alternative diagrams are presented on the fol- 
lowing pages for the benefit of those who judge convenience 
from a somewhat different standard. 


The first of these, illustrated in figs. 5,219 and 5,221, shows the ideal 
layout reduced to the bare necessities that will provide reasonable elec- 
trical convenience. As compared with a house wired in the usual im- 
perfect way, this installation is desirable and serviceable. 


The second alternative, shown in figs 5,223 and 5,224, may be charac- 
terized as a compromise between the two. It includes the essential con- 
veniences of the first alternative and adds some of the contributions to 
comfort and security which go to make up the ideal wiring of the home. 


Key for Second Floor 


a Ceili S 1 = Single-pole Tumbler Switch. 
Ceiling Outlet Ste-p 


© = Ceiling Outlet for Extensions (Elexits) Seu Double-pole Tumbler Switch 


4- = Wall Outlets for Extensions (Elexits) Gs = Three-way Tumbler Switch 
» ce 
io = Single Convenience Outlet C4 = Four-way Tumbler Switch 
{o> Double Convenience Outlet cD ; 
_= Door Switch 


NotE.—Where Elexits are indicated other types of outleta may be substituted. 
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Specifications 


UPPER HALL 


3-Way Tumbler Switch GE1690, controls No. 38 Lower Hall Light. 
4-Way Vumbler Switch GE1691, controls No, 101 Upper Hall Light. 
3-Way Tumbler Switch GE16go, controls No. 101 Upper Hall Light. 


Single Convenience Outlet GE658, furnishes power for lamp, fan, vacuum cleaner, etc. 
Ceiling Elexit LX200. 50-watt lamp is recommended. 

LINEN CLOSET 
Door Switch GE273, controls No. 104 Drop Light. 


Ceiling Lamp Receptacle GE264. 25-watt lamp is recommended. 


BATH ROOM 
S-P. Tumbler Switch GE1688, controls No. 110 Ceiling Elexit. 


Twin Convenience Outlet GE694, furnishes power for immersion heater, glow heater, 
etc. 


Wall Elexit LX111. 25-watt (brackets alone 50-watt) lamp is recommended. 
Wall Elexit LX 111. 25-watt (brackets alone 50-watt) lamp is recommended. 
Ceiling Elexit LX200. 75-watt lamp is recommended. 


BED ROOM NO. 1 


3-Way Tumbler Switch GE16g0, controls No. 116 Ceiling Elexit. 
3-Way Tumbler Switch GE16g0, controls No. 116 Ceiling Elexit. 


Door Switch GE273, controls No. 111 Closet Drop Light. 


Single Convenience Outlet GE658 
Single Convenience Outlet GE658 


furnishes power for lamps, vacuum cleaner, 
Single Convenience Outlet GE658 


sewing machine, etc. 


Twin Convenience Outlet GE694, furnishes power for lamps, toilet accessories, etc. 


Wall Elexit LX111. 25-watt lamp is recommended. 
Wall Elexit LX111. 25-watt lamp is recommended. 
Wall Elexit LX1r1. 25-watt lamp is recommended. 
Wall Elexit LX111, 25-watt lamp is recommended. 
Wall Elexit LX111r. 25-watt lamp is recommended. 


Ceiling Elexit LX200. 100-watt lamp is recommended. 
Ceiling Lamp Receptacle GE264. 25-watt lamp is recommended. 





*The numbers in the first column identify the outlets shown on floor plan, 
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Specifications—Continued 
. _ BED ROOM NO. 2 
100 | 3-Way Tumbler Switch GE1690, controls No. 80 Ceiling Elexit. 
85 | 3-Way Tumbler Switch GE16g0, controls No. 80 Ceiling Elexit. 
-120 | Door Switch GE273, controls No. 121 Closet Drop Light. 


86 | Single Convenience Outlet GE658 
88 | Single Convenience Outlet GE658 + 
79 | Single Convenience Outlet GE658 


furnishes power for lamps, vacuum cleaner, 
sewing machines, etc. 


77 | Twin Convenience Outlet GE694, furnishes power for lamps, toilet accessories, etc. 


81 | Wall Elexit LX11z. 25-watt lamp is recommended. 
76 | Wall Elexit LX111. 25-watt lamp is recommended. 
82 | Wall Elexit LX111. 25-watt lamp 1s recommended. 
78 | Wall Elexit LX111. 25-watt lamp 1s recommended. 
87 | Wall Elexit LX111. 2 s-watt lamp 1s recommended. 


80 | Ceiling Elexit LX200. 1oo-watt lamp is recommended. 
121 | Ceiling Lamp Receptacle GE264. 25-watt lamp is recommended. 


| BED ROOM NO. 3 
96 | 3-Way Tumbler Switch GE16g0, controls No. 89 Ceiling Elexit. 
83 | 3-Way Tumbler Switch GEr16g0, controls No. 89 Ceiling Elexit. 
98 | Door Switch GE273, controls No. 97 Closet Drcp Light. 


84 | Single Convenience Outlet GE658 | furnishes power for lamps, electric toys, milk 
91 | Single Convenience Outlet GE658 warmer, Vacuum cleaner, etc. 

94 | Twin Convenience Outlet GE694, furnishes power for candlesticks, vibrator, glow 

heater, etc. 

95 | Wall Elexit LX111, 25-watt lamp is recommended. 

99 | Wall Elexit LX111. 25-watt lamp is recommended. 

go | Wall Elexit LX111. 25-watt lamp is recommended. 

92 | Wall Elexit LX111. 25-watt lamp is recommended. 

93 | Wall Elexic LX111. 25-watt lamp is recommended. 


89 | Ceiling Elexit LX200. 75-watt lamp is recommended. 
97 | Ceiling Lamp Receptacle GE264. 25-watt lamp is recommended. 


ATTIC 


119 | 3-Way Tumbler Switch GE1690, controls Center Drop Light. 
130 | 3-Way Tumbler Switch GE1690, controls Center Drop Light. 


131 | Ceiling Lamp Receptacle GE264. 75-watt lamp is recommended. 
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Key for First Floor 


(Alternative Diagram No. 1) 


> 


: . : ; { : a ae 
Ceiling Outlet S = Single-pole Tumbler Switch 


: ° | | 
Wall Outlet So = Double-pole Tumbler Switch 


* 


S ' = Three-way Tumbler Switch 
f aS = Single Convenience Outlet 


St. Four-way Tumbler Switch 
: +2, = Double Convenience Outlet 


1 © = Floor Outlet 


Choosing a Lighting System.—The house shown on the ac- 
companying pages was selected as being a universal and desir- 
able type of the average one family residence. It is, however, 
more than an average residence. In so far as its adaptability 
‘to complete wiring is concerned, it is every home. 


When the plans for a new house have been selected, take them to a quali- 
fied contractor. An evidence of his qualification will be his immediate 
grasp of the whole wiring system and his ability to adapt it to your future 
home. 
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Fic. 5,220.—The living room. 
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Fic. 5,221.—Second floor alternative outlet diagram No. 1. 
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Key for Second Floor 


(Alternative Diagram No. 1) 
O- = Ceiling Outlet G! = Single-pole Tumbler Switch 


es = Wall Outlet S2 = Double-pole Tumbler Switch 


Ss? = Three-way Tumbler Switch 


fo = Single Convenience Outlet 
G4 — Four-way Tumbler Switch 


}6,= Double Convenience Outlet  . Door Switch 


As a further evidence of his standing, you will find him heartily appre- 
ciative of your desire to make your installation a permanent investment 
—not a cheap makeshift. His reputation depends in part on his cus- 
tomer’s ultimate satisfaction. 


The complete wiring system herein described, is the result 
of the best judgment of many people who are giving their lives 
to a study of the services that electricity can render, after 
‘carefully balancing the elements of convenience and cost. 





a — i 


\ 
aeeed— ee _ 20 SOE) 1h Fae OS 817) 


CEILING AND 
WALL LIGHTS 






, eg 






cus 


ila TI | 


! 





COE 





Fic. 5,222.—The dining room. 


“S14 HT [eM 56‘06 ‘26 ‘£6 ‘son sjornuos ‘ggg1qQ Yyorims sajquiny ‘g-s | 96 | 999 "s9382y Mojd “so2¢ay 
€ ‘ON WOOY aaa woltsauU Joy Jamod saysiusny ‘¥69q5) 392NC aouatuaauoy ums | gor 
‘MyBrT Sura o18 “oN sporsuoa ‘gggr an yrrmg syquing “g-c | bor 


*‘popuauwosas st dures y3em-$z °39]3nG osmaxL7 [eA | Le WOOUW HLVE 
*papuswwosas si durey yem-$z  -329]9NG 2snax1q YEA | gl 
-popusummooer si due aeM-$z -39]9NG aunaxiq yem | cg “papustuwosas si duel a3em-Sz -v9tqD aoeadosoy due] Burpis> | ¥01 


*‘papusuuosas st dw yem-$z *33;9NG aanaxtg peay | 9 _  “ByBrT doug For son sorquod *£Lzq5 yoatumg soog |Sor- 
*‘papuswwodsas si duel yyem-$% *33pING angxKy YeAy | 1g LASOID NANIT 


‘39 ‘sasosszo0e © | #69qD 39]3NC PouatusauoD uM | LL 


‘Papusurwosss st duizy yem-o§ “v97q5 aWoeIda02y due] Suytay 4 103 


° ¢ ¢ : 
232 ‘oulyseur Juimas.‘sauva]> °939 “Jou¥a]> WnNdeA 


How .to Read Plans 


GQINNIVA ‘sdurry JO} iamod soysiusny “65995 IFINO IIUZIUDAUD’) 3[3uls 98 ‘uv ‘durey 40} 3JoMod soysiusny *859949 33]3NO 22uU2sIUaAuU0’) [guts (eo) | 

‘SIUSIT [TRAN ‘WYSrT] [TeH 4eddy] 101 ‘on sposuos ‘0691775 yore s2a]quiny Aena-£ | Ler 

1g pue gf ‘cg ‘gf ‘Lg “son SjosguOd “gggIqy YyrIMG s2IqQIUN] *g-S | OOF (IY Bry [eH Jomo] gf ‘on S[033U09 ‘069195 yoras ssjquiny Aeaa-£ | Cor 
¢ ‘ON WOO" dad * TIVH Wdddn 8 








400],.J puorag 
ION wvssviq asayupusayy sof suotwnfioadg 


3,178 


3,179 


How to Read Plans 





"papuawurooas st dure] yem-$L  bovgq-) ajoxadavay due] Sunrs5 


O69145) YoMg sqquiny Av ay-£ 


"3y8ry doag 393uaz sjosju0> 
} 069 LAD yosms squing Aeaa-£ 


OLLLV 


“popuswwosss 61 dusey yyem-Sz -32;3NG Samaxty [ey 
*popustwwiosss si durry 33eM-$z *32;3NG BN3XLy ITAA 
“papuawwioss st dure] 33eM-Sz “png 34n3Xxt TTA 
*popuswwiosas si dae WEM-$T “3IPING BWNIXLy CAA 
"O32 “sayvIY MOLT SZ0ILIGIA 
‘syaisoqpued Joy s9mod saysiusny ‘F693q5) 33[3NG aualu2AU0’ UIM] 
*999 Ss2ueaI>9 


WNNIVA “FaWIEM Fu ‘S403 3133 
~59[9 ‘sduep soy samod saysiusny | 85995 32]3NG Puatusau0s 23uIS 


8594 D 33]3INO 2Zuaiuaauos 23utcs 


ft 


of: 


611 


16 
¥g 


“papuswmwosas st duel yem-$% -bgtay apopidacay durey dura 
‘pepusuuosas si duel 33em-cor “Hgz7I 2oeadasay dwey] Suria> 


e ‘*papuswwosas st dure 33em-$z  *39]3ND PNIXLy [TEA 


*papuswiuwosas st durey yyem-Sz  °39]3NG asMaxL7 TEAK 

°939 ‘satlossaz3¥ 
191103 ‘sduryy soy samod saysiuiny ‘¥69q5 32]3NG 2.uUaIUZAU0D UM] 
"939 Suryoew durmas ‘s2u9]9 | 859A 32]3NQ suatuaau0y ajBurg 
wunndea ‘sdurey 10] ed eal 85995 32]3NG e2ususAuOZ 23uIS 
"WYySrT dosg rs0jd rr4 ‘ony sosguos ‘€Zz7q5 yowms 300g 


‘WAT Sulptaz 91 I "ON S[Os2UOd “gggIyD YyItMg s2]quNyE “g-¢ 


1 ON Wood did 


“popusmumosas si duel yaem-$2 -rgtyD apoesdasay due] Burp 


“papuauiwosas si due yem-Sz  *J2,9NG 2ungx! A TRA 


‘Ppopuawwuosss si due] aen-Se “yapng aunaxty [EAA 


See 


panuyuoy—| “oN “WV Suoneagioads 


‘ued soog uo umoys sj2;3Nn0 243 Asrsuapr uUNfOD styy UL SI9quINU Uy, ie 





Itt 


gil 


Qtr 


Str 


rr 


VII 
SIL 
TIE 


Qtr 


OIL 


gor 


Lot 


How to Read Plans 


3,180 


yay 
wooy fang % “oN sforUOd foz6q YoItAg J3QuUINY Z9EJINS “g->s 
“wyarT] 
Wooy JIB] T “ON S[0IQUOD ‘oz6qxD YoIIMS szjquiny, 2"INg “g-S 
"WYST] svpjap urepy tr ‘ON sfosguo0s ‘069145 yoaimg saquing, Ae a-£ 
UVTTaDS 


*popuswusgoss st duey yeam-St LLL X'] XAT CAA 
*‘papuswwosas si duey yem-$z *oovy’] UxePq Burpiay 

— ‘adeiey 
opising wysry vl1 oN sjos3u0. fo6g1q5 YouMS szquiny Av-£ 
ayBr] yosog yoeg £4 ‘oN spougu0d ‘06917945 You safquing AeAa-£ 
“WIXI J2IuUazD [eH OL “oN sposguos ‘gggiqsy yomg sIqQuiny “g-s 
“BYBT] seyaD wre] 71 “ON, SJosgUOD ‘o6gIqz5 YuMg sajquing, AvAy-£ 

HOWOd ANV TIVH MOV 


*‘popuswwoses si dwrey yea-$L ‘oovy’] axapy Burpiay 
*popusurwosas st dure yea-oF TITY] UIT CM 
*‘popuswwoors st dwe 3em-oF “EIT UX27q [ITAL 
"adurs 
SINdI32 so; somod saysiusny ‘6Qq5 39]9NG DdUaIUDAUO. J[eIDEdg 
°992 Suga ‘s1ajvaq ‘I0JOW 
Ayman ‘uvy s0y saa0d saysiusny “6975 32]3NG 2uaU2ZAU0> UIM] 
"3Ix9[q Burpis> %9 ‘ON gfoszUOES ‘06914 youMs saiquiny Av a-£ 
"IIXIq Burpiad %9 “oN sfosquod ‘o6g1qH Yyomsg saquiny seAy-C 
NAHOLIA 


85995) 197100 P*ustusau0-) Bug 
859q5D 22]3NO 2uaiuaauo, aBuig 
gS9q5 32NO euaiusauo’y Bus 
g59q5) INE 2uaiusau0y JBuis 

| 859q5 32PNO aduatusauc, aBuig 
“WUXI Dulpia> OL “ON Sfosguo0s “gggiqsy Ydtas s3quiNny “q-s 

“SUXoTT TEMA 

cl pus +f ‘fz fox ‘iu “sony sposgUOd ‘gggIqy YMG saquiny “g-s 
"UXIq Burpia>y Gz ‘ony sposzuos ‘gggrqy YyImg szquiay “g-s 


WOO" ONIAIT 


999 ‘suey ‘s9U89/9 
waonsva ‘sjuawnsgsul jeosnus 
poyvssdo = Ajyrots392;9 ‘sdwiey 
aquisod soy samod soysiusny 


‘popuswuoses si due yem-0§ ‘oozy’] wxaq Burpiay 
932 “soUeZID WNNIeA 

‘sdusey 24q¥9 s0y somod_ saysiusry “69q5 32[3NQ PUaIUaAUCZ) ULM] 
igs 1 | 

Bure peH reddy 101 ‘on sjoru0s ‘069145 Yyosams squay AeAa-£ 
‘sy sry 

aourajug gh pue 5% “son “sjomuos “gggIqsy YyrItMg J23IquNE “g-s 

“IXIA WNqQuyss4 Hy “on sposgu0s fO69IqH Ydmsg saquinyg Aem-C 

"MXIq Burpiar Bl ‘ox sfosguos ‘o691q5 Yyoms s3jquing Le-C 


TIVH 


*‘popuswwooes si-duivy 33eM-S% ‘OOTX'] Uxaq Buss 
»*UXI/q Burpiay + ‘ony sposquo0s ‘o6g1qyH Yyosimg saquiny seaa-€ 


ATNALLSAA 


a 





400].J ISAT 
ZT ‘ON, wipssviq  saupusayy sof suotaafioadg 


3,181 


How to Read Plans 





*popusurwosas st duizy yem-SL  *ggoqsy apovidaxay dwey Suryia7 
*papusuruodsas st dwizy yzem-SL  -ggoqy apovadasay dwey durtay 
saouetjdde pur 


$[003 311}9a[9 ‘ssadseYyD A199Ieq 
avduny soy samod 


] 6945 JINO Zdusiusauo’) UIT 


saysiusiny j ¢6945 39[IND) IIUIIUIAUO) UIM ] 


"IyBtT sajguady LE1 on s}o1}uo> “SSIITD Youmg s3quiny “q-s 


ayAry] ydsog yoeg CL ox sjosjuo0s ‘0691q5H Yong sajquing Ava-£ 
‘adesey 
apisanO aydiy wr “oN, spougucs ‘e6g1qy youms saaquing Avay-C 


AOVUVD 


*‘popusuuosas st durey yyem-Sz “ggos apovadaoaxy due] Burpiasy 

*papusuuosas si duiry yem-SL -ggoqy apridasay duiwy Burytasy 

*popusuuosas si durvy yaem-SL -ggoq ajoeadasay due] Suryiay 

*papusuwosas st dur] a3em-St  “ggoqy ape3das0y dwey Sura 

“popusuuosas st duty yyea-Sz -ggoqy apovidasay dur] Susypia7y 

“pepusuwodas si durry a3em-St  *ggoqy a2c3dao0y due] Burpray 

"999 ‘sau0M ‘ouIyoe-u Suryseas | $6975 33]3NOC auatusau0y UM] 

“s]00 314392]2 105 490d soysiusny | *COTD 29NO souaIuaAUC, UIM], 
"939 “uy 

*243i] 21qQn0413 JOy s9Mod saystusny “gS9q5 39]3NO 2.UdIUaAUO’) 2]3uUISG 
‘Wysr] Wooy 

9jqeryed2q $1 ‘oN sjosquos ‘oz6qn5 youMs satquin L 9¥jang ‘g-s 
| “1ySr] 

wooy Aspuney 6 ‘on sjosqu02 ‘or6qH yous sa]quny ao¥sINS “Y-S 
“IysrT 

Wwooy WrsoIg 9 “ON §[023U09 ‘ox6qy yorms sayquiny desINg “g-S 


panu1juoj—z *ON 


3 
O1 


v1 


‘uzld sooy uo umoys $39;3Nd S49 Asratapr ulenfos sttyy ut sssquunu oy 1 


*papuswuosas si due] yem-o$ 1 -ooz YT Uxaqy Burpiay 
*‘papuswiwodsas si durey ygem-Of TL IXY UXIT TAA 
*‘papuswwodas si dwiey yzem-of “LTT XT 3X37 PAA 
"‘papuswwodas si due] 33eM-OF TTX] UXzT [eA 
"‘papuswuodas st durry yyeM-OF TTI] UXIaT TEM 

$6945 32]ING 2:uatuaauoy UM] 
85945 33]3NG sdustusauo’ a]Zuts 

{ 8599D 33]3NG suatuaauos 3]Bus 

| 85974) 33]3NO aduaiueAuo0’ aBuIs 

| 88995 3]INGC Puatusauos aBuis 

: "SUXIY 

HEA 65 pur ‘95 ‘cS ‘zg “son SfoszUOd “ggg YyrIlmg JIIQUINE “d-S 

UXIq Turia ¥S ‘on, sjosguos “gggrgy yoimg squin|, “q-s 


WOO" ONINIG 


939 ‘ssgueaj> winndeAa 
fury ‘saajray mod = fsy12s 
-3[purd 31199919 ‘saouetjdde 


Suryoos soy gsamod saysiuing 


*‘papusurwodas si dure qyeam-$L scocy’] axapq duryias 
°339 Ssauvaj> Wnndea ‘sodueitdde Suryood ‘uvy ‘sdwey 
sqrazsod soy samod saysiuiny ‘F69q5 3222NG 2udIU2ZAUOD UM] 


HOYOd NOS 


‘papusumwosas st durey yzum-o$ § *ooTKY'T UxIaq Busia) 
*papuswwosas si dwiyy yyem-OF ILI] UXITT EM 
*papuaswwosas st durey y3eM-Of LIX] IAT TBA 
*papuamwodsas si duel 338M-OF -* TTX] UXIT TEA 
“popuswmuwoda si duiey 32eM-ST TLIX TT UXIT CM 
*popuswwoses si dure 3gem-$t TITY] UXT TEAL 


£ 859495 32NO Pa2uauaauor ayButg 


“WV Sdonevogioeds 





gt 


Lr 


6z 
v¢ 
we 
Cz 
1% 
OG 


8% 


How to Read Plans 


3,182 


*Popustuwosss st dur] 3ea-Se “¥OTTH 2Woridoo0y dury Burpie4 


"popuauusooss st durey yaem-SL ‘oozy] uxayq Burias 


*‘popusmwosas st durry yyem-Se LLL YX’T XI YC 


*papuswwmodsas st dwiry yem-Se LITT UXT EM 


*popuswmwosas St dures 33em-Sz LITT UXT YEA | 


*popuswmuwodsas st duiyy yem-Sze LL] UXT [CAA 

"939 “‘sotsossad5¥ 
32103 ‘sdurey soy samod saysiusny ‘F69q5 32]3NG B.UDZIUZAUOD UIM]L 
939 ‘ouryD | g59q45 33]3NG sduaiuaauo’) J[BujS 


er Sumas ‘rauvz[> uinndvA 


gS9YD I9]ING soudtusau0Z autsg 
‘sduizy soy samod = saystuiny 
‘3ydry] doig 3asoj>D 171 “ON $[043U09 ‘CLeqy YoIIMG 100 
"UXIA Burp Og “ON sfosuos “gggigqyH yoms s7[quiny, “qQ-s 

t ‘ON WOOU dad 





gS9q5D 39]3NG euatusau0’ 3]3uIS 


IT! 


“999 ‘192¢9Y MO[Z Sa2¢—y 


uorssourut Joy samod saysiusny *¥6995 32[3ND auUrIUZAU0,y ULM] | 902 


"3IXI[q Bumped O11 “opy Sfosguod “gggiqs yYyoums saquing *g-¢ | 6or 


WOOU HLVa 


*papuswwoses st durvy 338M-5z “¢grq5 aseada.ay due] Sura, | vos 


syd] dog vor “ony sjonu0s ‘£Lzq5 yoatMg J00g 


LASOID NANIT 


*popaswuiuosal st durey 33eM-05 -oozy] 31x91q Buypiay 
“339 “J9UeIID WNNdeA 
‘uvy ‘durey soy samod saysiusny “E5975 ypNO aouaiuaAU0,) a3uIS 
"3ydry [eH saddy ror -oN 8102309 £0691qH Yortag saqquing Aena-£ 
"3y43ry [eH taddgq ror ‘on sjomuos ‘169145 Yortms sajquiny Aeaa-¥ 
“IYSrT [[eH samoT gl ‘oy sjowuos 6069145 Yyosasg saquiny Aeaa-£ 
TIVH Wadd 


400],J puoras 
Z ON, wpssviq, aanvusayy 40f suouvnfoedg 


Sos 


108 


3,183 


How to Read Plans 


‘ueld s00j5 UO UMOYS $39]INO tf) Aynuwopt ULUATOS S143 Ul SsaquInu UL, 














*(331tT AA) "Ppapuawurodas si dw yem-Sz -Pgwyy apvidasay dwey Buypiasy , 111 
‘pepusuusosas st dure awm-SL -torqy ajoradasoy dwey Buyi29 | 161 ‘papuauuosas si duiey aaem-$2 -oorx] uxarg Buytay | grt 
"wyBry dosg 493ua7x sjoru0s ‘o6g91747H Yomg saatquing Avaa-£ | Of: ‘papuauwosas st dwey yum-Se rrr] uxarq yeaa | ges 
“WyBr] doig 423d) sforguos ‘069175 Yoag saquingy Avay-€ | 611 “papuawuiosa4 St dwuyy yem-St LLIN T xorg yeaa | Ser 
JILLLV *‘papusurwodas st dusey yyem-St rrr] xarq yeaa | Lr 
*‘papuswwodsas st durey yaem-Se LTT UxaTy eay | Crt 

*popusumosas si duel yaem-Sz “voz apocidac0y dw] Suyioy | L6 "239 ‘saiJossa90" 
‘popuswuioras si due] a3eM-cor ‘oorX'] UxaTy Buypi25 6g 19]103 ‘sdure, soy samod saysiusny ‘¥69°75 a]INO Z:uUraIUaAUOD UIM] | $71 
*papuswwosas si dury yaem-Sz ry] Uxepy ity | £6 ‘999 ‘suiyseur Surmas ‘uaueaz [ 899AD 29NO Puatuaauod aBuig | PIE 


wuinnova Ssdurey soy Ja. Mod saysiusny 


*papuswusosas si duel yaem-Sz LTT wxaq yey | 26 859A 39]3NQ suatusauoy a[Buig | gir 


: "932 “saIBIY MOTT SJOJBIqIA ‘wysrvy doiq yasopy II “oN SfosguOd ‘ELzqy yotmg 100g | TIT 
‘sqoso[pued 30j 9mo0d sousiusny “%6 33]ING so.uatuaAu0y uimy | ¥6 - ‘YX Burpia> 911 ‘ON sposyuos ‘ggg DMS J3IIQUNT ‘g-S | gzI 
d) PEE OS FO9AD: 321280 : oe waAL Had (C Beda I BOD TIVO L dS 
039 “49ueI]9 | gSgaK 39]9NG aourUdAUO? aBuIC | 16 € ON WOOU did 


munnoea “sousem yur 6sf03 3113 


~32j2 ‘sduiey Joy samod sdystusny 859AD 29[INE aouatusauoy aSuig | +g 


J pepusuwodsas si dwiry yem-$L ‘oovy y uxapq dupa | Orr 
‘3yBrJ dog yasoj L6 ‘on sjosguoa ‘fLzqy yorumg s00q | 36 ‘papusuwosas st dwivj yum-$e LL LX] UX31q [PAA | Bor 
“IAP Surpad 6g “on, sjossuod ‘gggiqy yoamg squny ‘g-s | 96 *‘papuswmwosas st durvy yyem-$e LX Uxayy EM | Lor 


€ ‘ON WOOU dag 


panurjuoj—z °ON “iV SuUOKeIyIIdS 


How to Read Plans 


3,184 





JOO; 3 WO4} .9- 
aHeseb 40 apiszno yuby 


"S “ON WEIBEIP J9TINO AATEUIDYE JOO I8ALY—'Ez7‘c “OY 


400],J SLUT 
ZON, WpssrICq 12]1NC aarpussy yy 


3,185 


How to Read Plans 


«lp €) 
TI 6L SL 


(CON) Wood aaqg 








&e 





BFS JO 7005 3 





om 
i 
v 


ey IDMO| 
ut 7zy6i] OL 


400] puorag °°! 1 z -one wmpssrIG, 1271NC aAtDULIyV 





Fic. 5,224.—Second fioor alternative outlet 





diagram No. 2. 


3,186 How to Read Plans 





War 


if ail 
I cnn: 
os 


| 







TER, 
Z 7 Sug? 


CEILING AND WALL 
LIGHTS 


: 


] _ CONVENIENCE OUTLET 


FG. 5,225.—The bed room. 


ON Mm — W HN 


~I 


0 2 


TEST QUESTIONS 


. Give definitions of wiring terms. 


Name five ways of representing objects in drawing. 


. Are pictorial methods or the descriptive method used? 
. What is orthographic projection? 

. What are the names given to orthographic projection? 
. Draw diagrams showing the three views’ emploved 


in representing an object. 


. Give the names of the three views. 
. What is assumed in making projection drawings” 


Name the principal elements of a wiring system. 
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CHAPTER 108 


Inside Wiring Methods 


(Classification) 


The different methods of interior wiring may be conveniently 
grouped into the following general classes: 


1. 


COND OH > WD 


Open or exposed wiring 


a. On knobs; 
b. On cleats. 


. Wires run in mouldings 


a. Wooden mouldings; 
b. Metal mouldings. 


. Concealed knob and tube wiring 
. Flexible armored cable wiring 

. Flexible conduit wiring 

. Non-metallic sheathed cable 

. Rigid conduit 

. Wiring under floors 


a. Duct or rectangular conduit; 
b. Regular pipe conduit. 


3,188 Inside Wiring Methods 


9, Wiring under plaster 
10. House wiring 
11. Power wiring 


Each of these methods of wiring has its special application 
and frequently several are used in the same building. Some 
of these methods are not as safe as others, and are not per- 

"mitted in certain localities. 
'’ The choice is governed by appearance, relative expense and 
suitability for the conditions to be met. 

Detailed description of the various methods and instructions 
for installing are given in the chapters following. 


Code. 


Article 2. General 


Throughout this Code the word ‘‘shall’’ is used to indicate requirements, while the word 
*“should’’ is used to indicate recommendations, or that which is advised but not required. In 
general, recommendations have the form of fine-print notes or paragraphs supplementing 
the preceding text. 


202. Voltages 
a. Low potential shall mean 600 volts or less. 
6. High potential shall mean between 601 volts and 5000 volts. 
c. Extra high potential shall mean above 5000 volts. 


d. In the preceding paragraphs the potential considered is that at which the circuit operates, 
whether it 1s supplied by a generator or by a transformer. 


e. Throughout this code, unless otherwise specifically stipulated, the requirements shall 
be considered to be based upon the use of low-potential wiring devices, apparatus and appli- 
ances. High-potential and extra-high-potential systems are considered in Articles 3 and 50. 


205. Approved Material, etc. 


a. This code shall be understood to treat only of approved materials, devices, fittings, ap- 
pliances, machinery, apparatus and methods. 
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CHAPTER 109 


Open or Exposed Wiring 


This method of wiring possesses the advantages of being 
‘heap, durable and accessible. 


It 1s used a great deal in factories, mills and buildings where the un- 
sightly appearance of the wires exposed on the walls or ceilings is of no 
consequence. 
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SPLIT KNOB 


“1GS. 5,226 to 5,228.—Two largely used types of knob. Figs. 5,226 and 5,227, split knob; 
fig. 5,228, solid knob. | 


3,190 Open or Exposed Wiring 


There are two methods of open or exposed wiring, known as 


1. Knob wiring; 


2. Cleat wiring. 


Knob Wiring.—This is the simplest and cheapest method. 
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Fic. 5,229.—Method of fastening knob with nail. Note that the nail must penetrate the 
wood not less than % the depth of the knob. | 


It is forbidden in some cities, except for temporary decorative 
work. | 


Figs. 5,226 to 5,228 show two types of knobs in general 
use, known as: 

1. Split knob; 

2. Solid knob. 


For wires smaller than No. 8, use split knobs. Solid knobs are not 
used for wires smaller than No. 8 because experience has shown that the 
tie wire method of attachment is unsatisfactory for small wires. 
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Either nails or screws may be used to fasten knobs, preferably nails, 
because even though a screw will hold better, there is more chance of the 
screw being set up too tight resulting in frequent breakage of the insulator. 
When a nail is used a leather washer should be placed between the nail 
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ics. 5,230 and 5,231.—Screw and bolt method of fastening knobs. If the support be less 
than half the depth of the knob use a screw, as in fig. 5,230; if too thin for proper hold with 


a screw use a bolt as in fig. 5,231. 
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IGS. 5,232 and 5,233.—Right and wrong methods of tying wires to grooved knobs, called 
tying in, In fig. 5,232, one end of the tie wire passes over the wire, the other passes under. 
Pliers must be used so that the wires will be firmly secured. In tying in the wires, the first 
and last knob should be tied in and the intermediate knobs tied in last. Where the wires 
are of a large size a block and tackle should be used, care being taken not to pull too tight 
as this will stretch the wire. The tie wires should be of solid wire and of the same size as the 
wire to be secured, one wire is passed underneath the wire and the other wire is passed over 
so that 1t is secured at bothends. Pliers should be used as tie wire cannot be properly secured 


by hand. 
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head and the insulator to form a cushion and protect the insulator from 
breakage. Fig. 5,229 shows the requirements for nail fastening. 


In stringing the wire, it should be fastened to each knob by 
the methods shown in the accompanying illustrations. 
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Fic. 5,234.—Method of making a dead end on one knob; light duty. After drawing up line 
wire tight make 5 or 6 complete turns as shown, bringing it up securely with a pair of pliers. 
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Fics. 5,235 and 5,236.—Method of making a dead end on two knobs; heavy duty, and detail 
of the tie. 
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Fic. 5,237.—Another method of securing the line to knob by means of tie wires. Twist tie 
wire around main conductor four or five times on each side of knob. Do not twist main 
conductor around knob. Do not use bare wire in making a tie because in twisting it tightly 
it may cut the insulation and come in contact with the metal of the line wire, thus intro- 
ducing a possible leakage path. 
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“1Gs. 5,238 to 5,240.—Method of stringing the wire. Install the knobs in line, spaced not 
over 41% feet. Attach the line to the end knob and temporarily secure it to the intermediate 
knobs with loose ties as in fig. 5,238. Draw up line taut to avoid sag as in fig. 5,239, then 
secure line to end knob and intermediate knobs as in fig. 5,240. 
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Figs. 5,241 to 5,243.—Method of tapping for branch circuit. Install insulator each side of 
the taps, to take strain off main wires caused by branch circuit wires; as in fig. 5,241; re- 
verse insulation and join branch wires using porcelain tube where one branch wire crosses 
a main wire, as in fig. 5,242; solder joints and insulate with tape as in fig. 5,243. 
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By definition a dead end 1s the termination of a line wire on 
wn insulator. 
The method of making a dead end is shown in fig. 5,234; where the 


strain is heavy on the wire two knobs are used as in fig. 5,235, the wire 
being attached to the knobs as shown in fig. 5,235. 


In stringing the line a necessary requirement is that the wire 
should be taut to avoid sag. 
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1G. 5,244.—Method of passing wires through beams. Bore holes at a slight angle and insert 
tubes with heads upward. | 





Fics. 5;245 to 5,247.—Methods of wiring across pipes. ‘The wires should preferably run 

- over rather than under the pipes. Fig. 5,245 shows crossing with circular loom, and fig. 
5,246, one in which a tube is used. Both of these methods are satisfactory in the case of 
gas pipes, but for steam pipes or water pipes which are liable to leak or sweat and drip 
moisture, the crossing should be above as shown in fig. 5,247. On side walls where vertical 
wires run across horizontal water pipes, the latter should be enclosed and the moisture 
deflected to one side. 


In order to do this without bringing too much strain on the wire and 
end insulators, the line should be first loosely attached to each knob by 
taking a loose turn with each tie wire as in fig. 5,238. 


Now the line may be drawn up to the proper tension by wrapping the 
end of the wire around a hammer handle or stick as in fig. 5,239. Evi- 
dently and especially in the case of a long line, the wire is more easily 
drawn up to the proper tension than when not supported at intermediate 
points. Having attached the line to the end knob, it is now permanently 
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tied to the intermediate knobs, the finished result being as shown in 
fig. 5,240. 


In making a tap, znsulators must be placed on each side of the 
tap and the insulation removed from the wires, so spaced as in 
fig. 5,241, that the tapped wires will be the same distance apart 
as the main wires. ! 





FIG. 5,248.—Method of protecting wires where they pass through floors. Install a kick box 
(or wrought pipe) extending upward 6 feet. 


The illustrations, figs. 5,244 to 5,252, show methods of passing wires 
through beams, across pipes, through floors, etc. The method of installing a 
snap switch with insulating sub-base is shown in figs. 5,253 to 5,254. 


Lamps may be connected with split knobs as shown in fig. 
0,208. They may also be connected by the use of 


1. Receptacles; 
2. Rosettes. 
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The receptacle is ordinarily used as a light outlet. It is made of :porce- 
lain, and comes in two parts, which may be called the base and the cap. 
The base contains the terminals which are spaced 21!4 inches apart, so 
that the line wires may be connected directly to them, without changing 





Fic. 5,249.—Method of protecting wiring on low beams or ceilings when they are not over 
7 ft. from the floor. 
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Fics. 5,250 to 5,252.—-Methods of carrying wires through floors. In passing through floor, 
(or walls) the wires often come in contact with concealed pipes or other grounded materials 
hence the only way they can be properly protected is by making the bushing continuous. 
This may consist of continuous porcelain tubes as shown in fig. 5,250, or short bushings may 
be arranged in iron pipes as in fig. 5,251. The method followed in case of an offset in the 
wall is shown in fig. 5,252. Sometimes the floor can be taken up and an iron conduit, prop- 
erly bent, put in place, the wires being reinforced with flexible tubing. Another method 
is to attach the wires to insulators; in this case the floor must not be put down until the 
wiring has been examined by the inspector. 
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Fics. 5,255 to 5,257.—Method of.instaHing snap switch having insulating sub-base ~ _ 
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Fic. 5,258.—Method of connecting lamp in short weather proof pendant. 


Open or Exposed Wiring 3,199 


the uniformity of distance between wires. On the base are also mounted 
and connected the essential parts of the receptacle. 


The cap is made to conceal the terminals and to cover up the ‘‘live’’ 
parts, so that one 1s less likely to come into contact with ‘‘live”’ or ‘‘charged”’ 
metal. 


Receptacles are fastened to a surface with two No. 8 wood 





FIGs. 5, 259 and 5, 260.—Plain and grooved receptacles. The groove is for holding a shade 
holder. 
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Fics. 5,261 to 5,264.—Rosettes. 
screws, the length of the screws depending upon the kind of 
surface. 


Figs. 5,259 and 5,260 show plain and grooved ‘shade holder type re- 
ceptacles. | 


Rosettes are made of porcelain in two parts called the base and 
the cap, as shown 1n figs. 5,261 to 5,264. 
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They are used wherever a drop or extension cord is connected to the 
line. The base of this fitting contains two terminal blocks, so spaced 
that the line wires may be tapped without changing the distance between 
wires. Besides the terminal screw which holds the live wires, each ter- 
minal block has a screw for the fastening of the drop cord or extension 
cord wires. The cap covers the terminal blocks and has a hole for the drop 
or extension cord to pass through. 


Although rosettes may be obtained either fused or unfused, 
the fused type is seldom used. 


The usual practice is to connect 16 sockets to a branch circuit through 
fuseless rosettes so that the total wattage of the lamps in the branch 
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Fics. 5,265 to 5,269.—Method of making the ‘‘Underwriters Knot" progressively shown. 
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circuit will not exceed 660. Sockets are usually considered as requiring 
not less than 40 watts each. The branch circuit 1s fused at its junction 


with the main circuit. 


It is quite evident that considerable stress is placed on two little ter- 
minal screws to hold the weight of the cords and the light, and to with- 
stand the occasional pull that accompanies the turning on or off of the 
lights. It would not take very long for one or both of the wires to loosen 
under the screw or to break away entirely. To prevent this trouble, and 





tc. 5,270.—Common two wire cleat for wire sizes No. 14 to 10. 


IG. 5,271.—B. & D. one wire cleat for wires No. 8 to No. 0. 


DEAD ENDS 





CLEAT 


iGS. 5,272.—Method of making a dead end in cleat wiring. The cut is self-explanatory 
and needs no further instructions. 


at the same time to decrease the possible fire hazard, resulting from a 
loose connection, the Code requires a knot to be placed in all rosettes and 
pendant receptacles (except weather proof or pendant switches) so that the 
weight and pull will be on the knot instead of on the terminals. 


The Code recommends a knot, called the ‘‘Underwriters 
-not’’ which is easily made and is generally used by wiremen. 
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Five steps in the tying of this knot are shown in figs. 5,265 to 5,269. 


Cleat Wiring.—By the use of cleats instead of knobs, both 
wires of a circuit are held at the correct distance apart by each 
cleat. Thus a cleat performs the duty of two knobs, that is, 
for wires No. 14 to No. 10. For larger wires (sizes No. 8 to 
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Fic. 5,273.—Cleat wiring for snap switch to operate receptacle. On long runs such as in 
factories, the wires should be dead ended toa cleat located not less than one ft. from the last 
light receptacle or drop. 


Fic. 5,274.—Cleat wiring method of making a tap for branch circuit. Tubes should always be 
used, the tube being placed over the wire so that it rests upon the main wire, a cleat should 
then be installed so that the tube cannot slip away leaving the wires unprotected. 





Fic. 5,275.—Toggle bolt for securing cleat to metal ceilings, or ceilings on which plaster is 
laid on metal lath. A hole is first punched in the ceiling with a 20 penny nail or a brad awl: 
the bolt is then inserted through the cleats and is shoved up into the ceiling. 
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.o. OQ) single wire cleats are used. Figs. 5,270 and 5,271 
“ow the two type cleats. 


Before fastening cleats, examine them closely for imperfections such as 
cracks, rough projections or sharp edges which might injure the insulation. 
When possible fasten cleats with nails using cushion washers. Of course, 
where the support is too thin for nails, screws or bolts must be used as 
explained for knobs. Cleats, the same as knobs, are spaced not more than 
| 41% ft. apart. 





Gc. 5,276.—Snap switch sub-base as used under snap switches for cleat wiring. 


Gs. 5,277 and 5,278.—Exposed and concealed contact cleat receptacles. The concealed 
contacts are more desirable, as the live wires are protected. 
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Gs. 5,279 to 5,281.—Open and concealed contact drop cord rosettes for cleat wiring. The 
open type is the more economical to use as it is in one piece but the covered or concealed 


is the safer. 
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In beginning to wire a line with cleats first locate the first 
cleat and make a dead end as shown in fig. 5,272. i 


The various operations in cleat wiring are very similar to those of knob 


wiring and need no further explanation. Some of them are shown in the 
accompanying illustrations. 
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Fic. 5,282.—Cleat wiring with pipe kick box method of passing through floors showing con: 
duit fitting where wires enter pipe. 


Fic. 5,283.—Cleat wiring with wooden kick box protection where wires pass througt 
floor showing porcelain tubes at the entrance of the kick box and where the wires pass 
through floor. 
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Code. 


91. Operé wires 


' a. Single wires ‘May be installed aS open wires upon walls and ceilings, ‘when the provisions 
t the following paragraphs of this section shall be observed. 


(b. In dry places wires shall be of approved rubber-covered (R), slow-burning weatherproof 
brakes , varnished-cambric insulated (VC), slow. burning (SB) or. asbestos-covered type. (A). 


i In damp places or in buildings especially subject to moisture wires shall be of the rubber- 
yvered type. 


1d. Wires subjected to corrosive vapors ‘shall be of the weatherproof, varnishéed-cambric or: 
abber-covered type, as may be’ directed by the authority enforcing this code. 


e. Where the environment is such that rapid deterioration of conductors or insulation is 
robable, the authority enforcing this code may require the wires to be suitably enclosed, 
pated or otherwise protected to better withstand the particular conditions of service. 


f. Wires entering or leaving buildings or rooms subject to moisture or Corrosive vapors shall 
ave drip loops formed on them and shall then pass upward and inward from the outside of 
uildings, or from the room. subject to moisture or corrosive vapors, through non-combustible, 
on-absorptive tubes. 7 Oo 
: g. Wires shall not be laid in plaster, cement or similar finish, nor fished for any great dis- 
ance or where it will not be clearly evident that the rules have been complied with. 


' fA. Wires shall not be fastened with staples. 


‘4. Wires of No. 8 or larger supported on solid knobs shall be securely tied thereto. If wires 
re used for tying, they shall have an insulation of the same type as that of the wires which 
hey confine. 

jg. Wires shall be rigidly supported; in dry places and a voltages not exceeding 300 volts 
hall be ‘separated 214 inches from each other and % inch from the surface wired over: and for 
foltages from 301 to 600 volts the wires shall be separated 4 inches from each other and 1 inch 
com the surface wired over. In damp places a separation. of at least 1 inch from the surface 
wired over shall be maintained for all voltages. 


Rigid supporting requires under ordinary circumstances, when wiring over flat 
surfaces, supports at least every 4% feet, this interval being shortened if the wires 
are liable to be disturbed. In buildings of mill construction, mains not smaller 
than No. 8, where not liable to be disturbed, may be separated about 6 inches and 
run direct from timber to timber, being supported from each timber only. 


b. Open wires shall not be dead-ended at a rosette, socket or receptacle unless the last sup- 
yort is within 12 inches of the same. 

1. Where open wires cross ceiling joists and: wall studs and are exposed to mechanical injury 
hey shall be protected by one of the following methods. Wires within seven feet from the. 
loor shall be considered exposed to mechanical injury. 


1. By guard strips not less than % inch in thickness and at least as high as the 
insulating supports, placed on each side of and close to the wiring. 


2. By a substantial running board back of the wires with side protections, 
made of at least one-half inch stock. Running boards shall extend at least one 
inch outside the wires, but not more than two inches and the protecting sides 
shall be at least two inches high and at least % inch thick. 


3. By boxing made as above and furnished with cover kept at least one inch 
away from the wires within. Where protecting vertical wires on side walls the 
boxing shall be closed at the top and the holes through which the wires pass shall 


be bushed. 
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Code.—Continued. 


4. By conduit in which case the rules for conduit shall be followed or by metal 
Piping in which case the wires shall be encased in continuous lengths of approved 
flexible tubing. The wires passing through conduit or piping shall be so grouped 
that current in both directions is practically equal. 


m. Where a change is made from open wiring to conduit or armored cable, an approved ter- 
minal fitting having a separate bushed hole for each wire shall be used, through which fitting 
the wires shall pass without splice, joint or tap. This terminal fitting need not be accessible. 


2. Open wires located in damp places shall be so placed that an air space will be perma. 
nently maintained between them and pipes which they cross. 


Wires run in close proximity to water pipes or tanks are considered to be exposed 
to moisture. It is recommended that wires be run over, rather than under, pipes 
upon which moisture is likely to gather or which may leak. 


o. Open wires shall be separated from contact with walls, floors, timbers or partitions 
through which they pass by tubes or bushings composed of approved non-combustible, non- 
absorptive insulating material. If the bushing is shorter than the hole, a waterproof sleeve, 
such as an iron pipe, shall be inserted in the hole and an insulating bushing slipped into the 
sleeve at either end and in such a manner as to keep the wire absolutely out of contact with 
the sleeve. 


p. Open wires shall be :permanently separated from adjacent metallic piping or other con- 
ducting material, or from any exposed lighting, power or signal wire which approaches within 
2 inches, by a firmly fixed and continuous non-conductor, additional to the insulation on the 
wire. Where an insulating tube is used, it shall be secured at the ends. 


Deviations from this requirement may, where necessary, be allowed by the 
authority enforcing this code. 


q. Open wires in accessible attics or roof spaces, shall be installed as follows: 


1. When run within five feet of the floor or floor joists, through bored holes in 
rafters or studs, or when run through bored holes in floor joists, wires shall be pro- 
tected by substantial running boards extending at least one inch on each side of 
the wire or wires and securely fastened in place. 


2. When within five feet of floor or joist, across the face of rafters or studding, 
or across the top or face of floor joists, wire shall be protected by substantial 
guard strips at least as high as the wire. 


3. When carried along the sides of rafters, studs or floor joists, neither guard 
strips, nor running boards shall be required. 


r. Open wires shall not be placed in hoistways. 


s. Supports shall be composed of approved non-combustible, non-absorptive insulating 
material, free from checks, rough projections or sharp edges which might injure the insulation 
on the conductor. If the supports are designed to grip the wires, either screws or nails may 
be used to fasten the supports in place. Nails or screws shall be long enough to penetrate 
the woodwork not less than }4 the depth of the knob and fully the thickness of the cleat. 
Cushion washers shall be used with nails. - 


t. Supports shall provide at least 4 inch separation between the securing screw or nail 
and the wire, and shall be designed for two securing screws if the split-knob (or single- -wire 
cleat) type intended for wires larger than No. 4. 


u. Multiple-wire cleats shall be so designed as to separate the wires at least 244 inches and 
maintain them at least /4 inch from the surface wired over. Such cleats shall not be em- 
ployed to support wires operating at a potential exceeding 300 volts. 


vo. Knobs shall be so designed as to maintain the wire at least 1 inch from the surface wired 
over, and shall conform to the following minimum dimensions: 


won 
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Knob Table 


ae Solid Knobs, | 
Groove, 
Inches. 
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of 
Wire 


‘Inclusive. 


Square Knobs 
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Inches from Top of Wird Groove. 


Split Knobs, Thickness of Cap, 
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TEST QUESTIONS 


What are the advantages of open or exposed wiring? 
Name two general methods of open or exposed wiring. 
Is knob wiring allowed in all cities? 
Name two kinds of knobs and the use of each kind. 
How are knobs and cleats attached? 


. Explain the proper method of stringing the wire and 


fastening it to the knobs. 
What is a dead turn and how is it made? 
Illustrate by diagrams the method of tapping for 
branch circuits. 
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22. 
ZS: 


How are wires passed through beams? 


. Describe the method of protecting wires where they 


pass through floors. 
How’ are lamps connected? 


| Describe the methods of protecting wires on low beams 


or ceilings. 
How are wires carried through floors? 


_ What is a receptacle? 

. Describe the construction of a rosette. 

. Describe the construction of two forms of cleat. 

. Explain in detail how to make the Underwriter's knot. 
_ What is a toggle bolt? 
. What two functions does a cleat perform? 

. Draw a diagram showing cleat wiring for snap switch 


| 


| 
: 


to.operate a receptacle. 


. What precaution should be taken before fastening 


cleats? 
What is the best method of fastening cleats? 
What is the maximum permissible spacing of cleats? 
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Wiring tn Moulding: 

| “Raceway Wiring” 

The term raceway is now frequently used instead of mould- 


ng. By definition a moulding or raceway 1s @ protective cov- 
o-ring for exposed wires. 
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FiG. 5,284.—National small two piece moulding adapted to either laying in or fishing. This 
moulding may be screwed directly to the surface through the holes provided in the base 


or it may be secured by straps provided for the purpose. 





“1G. 5,285.—National two wire one piece moulding. 


3,210 Wiring in Moulding 


Mouldings may be divided into two classes with respect to 
the material of which they are constructed. 

1. Wooden; 

2. Metal. 


Although the Code still permits the use of wooden moulding, it 1s pro- 
bibited in some cities by local ordinance and is now practically obsolete. 
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Fic. 5,286.—National four wire one piece mztal moulding, 
Fi1G. 5,287.—National four wire two piece metal moulding. 


Raceway wiring (either wood or metal) should never be installed in 
damp places, because the wires are close together and moisture easily 
enters a raceway. 


Metal Moulding.—This kind of casing for wires, also known 
as raceway, provides a metallic box-like covering which fits 
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‘1G. 5,288.—Method of laying in wires in National two piece moulding. After the wires are 
1 in place snap the cap over the base as shown. To perform this operation properly, place 
») one hand under the capping, hold it at a slight angle with the base, press one end over the 


! base, and at intervals of two or three inches, exert a steady pressure on the capping. 


Do 
1 not lay the capping squarely on top of the base and pound it. By the method shown the 
} capping snaps quickly and easily over.the base. Laying wires in long ceiling runs of moulding 


i is accomplished easily in nearly the same manner as shown above, excert that the wires 
: should be guided and held in the capping by the hand which keeps it at an angle with the 


l 


| base. 





"IG. 5,289.—Method of cutting metai moulding with three cornered file. In cutting, use a 


small piece of capping for a straight edge, as shown; mark the. base. or. capping deeply and 
break it off, being very careful to mark the moulding deeply on both sides. 
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Fics. ‘5, 290 to 5,292 National metal moulding; two piece or laying in type.. The two pieces 
are ‘0 formed as to Sia p together, the cap over the base as in “fig. 5,292. 


snugly over the wires and pro- 

tects them from injury. As 

compared with wooden mould- 

ing, the metal moulding takes 

... up less room and has. a better 

appearance. ‘Iwo leading makes 

of metal moulding are _illus- 

trated to explain this method of 
wiring. 

Metal mouldings are made in 
two types which differ greatly 
from each other, requiring dif- 
ferent methods of inserting the 
wires as by 


1. Laying in; 
2. Fishing. 





Fic. 5,293.—Method of attaching base of National two piece moulding to ceiling or wall. 


NOTE. —Method of removing capping from two piece moulding. To remove, lift the capping 
from the base at one end by prying with a screw driver, then slide the blade of the screw 
driver the full length between the capping and hase. 
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Fics. 5,297 to 5,302.—Methods of supporting National metal moulding. A, on wood, use 

; flat head screw; B, plaster on wood lath, use flat head wood screw; C, brick or concrete, 

“‘s. use Crawlplug or lead shield; D, plaster or metal lath, use National toggle; E, hollow tile, 
use National spring head toggle; F, on. metalceiling,- use. National spring ‘head: toggle... 
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National Metal Moulding.—This moulding is made in two 
types, each in two wire and four wire sizes, giving the workman 





“Fic. §.303.—Method of coupling National metal moulding with support fitting. The joint 
is covered by a joint cap fitting. In this method of coupling, lengths of four-wire moulding 
can be snapped into the coupling only with cap and base assembled, and the wires fished 
through. The two wire moulding can be snapped into a special coupling fitting assembled, 
or the base alone can be supported; which allows the wires to be laid in, or fished at the 
option of the wireman. PUNCHED 


COUPLING SLOT 
SCREW ATTACHMENT 





Fics. 5,304 to 5,306.—Base coupling fitting and method of coupling. This is for four wire 

moulding only. To couple, first punch-key hole slots in the moulding base with hand 

- punch. These slots fit around the two screws M and §, fig. 5,304. The center hole G, is 

for fastening the base to ceiling or wall. The base coupling can only be used when the base. 
and cap are installed separately. - 
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a choice of laying in or fishing wires. The laying in form 
consists of a base and capping or cover made of steel, as shown 
in figs. 5,290 and 5,291, and assembled as in fig. 5,292. 


" In the installation of the moulding, there are two methods of cutting 
the moulding—by hack saw or by a special shear. 

If a hack saw be used, select only a fine toothed flexible hack saw with 
tempered edges; coarse toothed blades crack and break on moulding. 


When cutting moulding with a hack saw it is not necessary to cut all 
the way into moulding, but only just nick the moulding, so if it be given 





Fics. 5,309 to 5,311.—Method of connecting National two wire one or two piece mouldings 
into devices. The adapter takes these mouldings into all device twistouts. The large end 
of the adapter connects to all device bases by the push fit method (shown in figs. 5,334 to 
5,338 for four wire moulding) and the two wire moulding snaps into the small end of it. 


a slight up and down motion it will break apart. Files also may be used, 
the three cornered being the best. Holes must be punched 1n the base for 
screws, these can be made witha special punch or may be drilled by a twist 
drill in a brace or breast drill. 3 

Bending.—The base and capping must be assembled and bent as one 
piece of moulding. The moulding is quite soft and is easily bent over the 
knee or the edge of a table; hickeys may be obtained for this purpose. 


_ Avoid crossing the wires in the capping as this causes capping to bulge 
and short circuit. The moulding is coupled together by means of special 
couplings. | 
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Fics. 5,316 to 5,321.—Use of National cover box in surface installations. 
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In running around beams the base only is bent by cutting a 90° V with 

:- a hack saw at the bend. Both internal and external bends may be made 

--by means of these notches. The capping is then laid in place after which 
the corners are covered over with special elbow covers. 


The two piece moulding allows ready access to the wiring 
for extensions or inspection. ATTACHMENT 
| SCREW 
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ONE PIECE MOULDIN 

‘Fr6.°5,322.—Method of supporting National one piece metal moulding with a spring clip 

fitting. First the fitting is attached to the ceiling or wall with a screw, then the run of mould- 
ing is “‘snapped’’ into the fitting. | | 





we, 


Frcs. 5,323 to 5,325.—Method of connecting National moulding to fixture.outlets and can- 
opies, through canopy bases and fixture studs. Fig. 5,323, plate; fig. 5,324, fixture in 
place; fig. 5,325, cover and canopy ready for fastening. ” - j 
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It also permits addition of tunneled base devices to completed installa- 
tions, and makes it possible to assemble a number of these devices on a 
length of moulding, as a unit, to be later placed in show windows, etc. 


The smallest size of National two piece moulding, shown in 
fig. 5,284, permits either laying 1n the wires then capping it, or 
ishing wires through the assembled moulding. 

One piece mouldings consist of oval metal tubes in which 
ample room is provided for fishing wires. 


SUPPORT CLIP 





Fic. 5,326.—Method of coupling lengths of National one piece moulding with support fitting 
and coupling cap. 





i] 

Fic. 5,327.—Correct use of bending tool in bending National moulding. In bending, the 
force should be applied near the bending tool; and when a screw hole comes within the 
length of the two wire two piece moulding to be bent, the pressure should not be exerted 
too suddenly. 
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A method of supporting one piece moulding with a spring clip fitting is 
shown in fig. 5,322. Lengths of one piece moulding are coupled as shown 
in fig. 5,326. 


The two wire, one piece and four wire, two piece mouldings 
can be bent to an arc of 4 in. radius with the bending tool 


shown in fig. 5,327. 





Fics. 5,328 to 5,330.—Method of making external 90° angle by notching. 
Fics. 5,331 to 5,333.—Method of making internal 90° angle by notching. 


These mouldings should be bent assembled to give the capping and base 
the same curve. It is not advisable to attempt bending the four wire 


one piece moulding. 


90° as angles are made in four wire two piece moulding by notching. 
To make a 90° external angle by notching, saw a vertical slot down through 
the sides to the flat part of the base as in fig. 5,328, then, bend it around 
the angle as in fig. 5,330, and snap on a 90° external angle elbow cap, 
fig. 5,329. 


To make a 90° internal angle by notching cut a V shaped notch from 
the sides of the base with a hacksaw or three cornered file, as in fig. 5,331, 
then bend the moulding into the angle, as in fig. 5,333, and snap on a 90° 
internal angle elbow cap, fig. 5,332. 


3,220 Wiring in Moulding 


There is a:multiplicity of fittings for metal mouldings and no attempt 
is made to show all:of them, but from the explanations and illustrations 
given the manipulation of the fittings must be apparent. 





Fics. 5,334 to 5,338.—Method of connecting National four wire, one and two piece mouldings 
into devices. These mouldings slide under the tongues in all device bases. Before finally 
placing the device cover, the,twistout must be removed, as shown. The bushing is required 
when connecting into devices, to protect the wires from abrasion. - As shown, it is inserted 
in the capping. a i = 
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Fic. 5,339.—End of Wiremold moulding showing coupling. 
Fic. 5'340.—Method of fastening end of Wiremold moulding to ceiling with screw. 


Wiring in Moulding 3,221 








Wiremold Metal Moulding.—This type of moulding has‘no 
removable capa 
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fics. 5,341 and 5,342.—Two wire and four wire Wiremold conduit. It is designed for use in 
large installations requiring circuits of 2 or 4 wires, such as factories, railroad buildings, 
lofts; warehouses, department stores, office buildings, hospitals, school buildings and the 
like. Is also adapted for signal and call’systems. It comes in-10 ft. lengths. 





*1Gs . 5,343:to 5,347 -—Wiremold angle fittings. A, 45°. flat elbow; B, tee; G, 90° flat elbow; 
“D,-interhal 90° elbow; E, external: 90° ‘elbow... a a 





_——_ — 


Fics. 5,348 and 5,349.—Wiremold beam strap cover and base for passing around beams. 


# 





Fics. 5,350 to 5,354.—Beam strap method of passing around beams with Wiremold wiring. 
The strap and cover used are shown in fig. 5,348 and 5,349. Operations: 1, lay interns. 
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| “slip joint’”’ is used for coupling lengths and for coupling 
vith fittings rather than the threaded coupling required for 


pe. 


Fig. 5,341 shows the appearance of the moulding. Each length is fur- 
nished with a coupling as in fig. 5,339. To connect lengths of Wiremold 
conduit, first push the coupling part way out to the end of Wiremold con- 
duit and fasten the coupling to the ceiling or wall as shown in fig. 5,340. 


Slip the next length of the moulding over the edges of the coupling as in 
fig. 5,360, thus providing a concealed coupling as well as support at the 





1Gs. 5,350 to 5,354.— Text continued. 


elbow base in usual way, as in. fig. 5,350; 2, install screw-on beam strap base around beam, 
as in fig. 5,351; 3, lay wires against base pieces, as in fig. 5,352; 4, cut slide-on capping and 
slip on over base, as in fig. 5,353; 5, snap on elbow covers, as in fig. 5,354. 


3,224 Wiring in Moulding 








4 we EN NS S Sy SESE TSUN Ske UNn ages SR ab oS = > ee a a Bae Ries yew sci oe Be 
ve “ 7 naa Ps , 


ON yg Aw ©. 
wk 


Fics. 5,355 and 5,356.—Wire- 
mold long 90° external el- 
bow. All elbows have re- 
movable covers and serve 
as pull boxes because wires 
cannot be fished around 
them with their covers in 
place. 


Fics. 5,357 to 5,359.—Method of making a 90° turn with a Wiremold flat 90° elbow. Firs: 
assemble coupling tongues in base plate as in fig. 5,357, being careful that the coupling tongu' 
goes outside the moulding base. After fastening the base plate to the wall with wood screv 
or toggle bolt, push in or fish in the wires as in fig. 5,358. Finally, snap on the elbow cover 
breaking off the crescent shaped twistouts in the ends for use with the four wire moulding 








f 


16; 5;360.—Slip joint method of coupling Wiremold moulding. 


, 





Fics. 5,361 to 5,363.—Wiremold bender and its use. 
To make an internal bend or offset with Wiremold . 
bender, put Wiremold conduit into the tool asshown 
in fig. 5,361, apply pressure close to the tool as in 

‘fig. 5,362, and finish bend asin fig. 5,363.; External 
bends or offsets are.made in same:manner.by simply 
reversing position of the moulding in thaybender. 


, 
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Fic. 5,364.—Method of making bends or offsets in the 
middle of a length of Wiremold: moutding with 
bender on floor using foot support and .applying 

y pressure close to tool as indicated by arrow in circle. 
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end of each length. Between ends, the moulding is supported by clips, 


When the moulding is imperfectly cut, a connection cover is snapped over 
adjoining ends. 


Figs. 5,343 to 5,347 show elbows and tees used with Wire- 
mold. 


Code. 


504. Surface Metal Raceways (Metal Moulding Work) 


a. When wires are installed in surface metal raceways (metal moulding work), the pro¥ 
visions of the following paragraphs of this section shall be observed. 


6. Raceways shall be of approved types and shall be used only in exposed dry locations and 
where the maximum difference of potential does not exceed 300 volts between conductors 
nor 150 volts to ground. They shall not be placed in hoistways nor where they may be sub- 
jected to severe mechanical injury nor where corrosive vapors are present. (For use in under- 
plaster extensions see section 510 of this article.) 


c. Wires shall be of approved rubber-covered type, and shall be continuous from outlet to 
outlet, or from fitting to fitting, no joints or taps being located in the raceway proper except 
that with metal raceway wires exposed to surrounding temperatures exceeding 120° F. (49° C.) 
shall be type (A) or type (SB). 


d. Surface metal raceways shall not be used for wires larger than No. 8 or fused at more 
than 30 amperes nor for a number of wires greater than that for which the raceway is ap- 
proved and in no case for more than nine wires. 


e. Metal raceways shall be of such construction as will distinguish them from rigid conduit. 
All surfaces of raceway , elbows, bends and similar fittings shall be suitably protected from 
corrosion. 


f. Metal raceways and their elbows, couplings and similar fittings shall be so designed that 
the sections can be electrically and mechanically coupled together, while protecting the wires 
from abrasion. Holes for screws or bolts inside the raceway shall be so designed that when 
screws or polts are in place their heads will be flush with the metal surface. 


g. Where alternating current is to be employed in connection with metal raceway work, 
all wires of a circuit shall be placed in one raceway, except as provided in section 510 of this: 
article. 


It is recommended that this course be pursued in the case of direct current 
also, in order to obviate induction troubles if a change is made to alternating 
current at some later date. 


h. A metal raceway shall be continuous from outlet to outlet, or from approved fitting to 
approved fitting and shall be securely fastened in place. It may be extended through dry 
walls or dry partitions if in unbroken lengths where passing through; but, where the wall or 
partition is damp, or where the raceway passes through a floor, an iron pipe sleeve shall be 
placed over the raceway and shall extend clear of either side of the wall or partition, or from 
the ceiling below to a point at least 3 inches above the flooring. Where protection from me- 
chanical injury is necessary, the iron pipe sleeve shall extend to a point at least 5 feet above 
the flooring. 
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'Code.—Continued. 
1. Metal raceways shall be grounded as prescribed in Article 9 of this code. 


j. When combination metal raceways are used both for signal and for lighting and power 
‘circuits, the different systems shall be run in separate compartments, identified by sharply 
-contrasting colors of the interior finish, and the same relative position of compartment shall 
.be maintained throughout the premises, in which case the provisions of paragraph (m), sec- 
tion 503, and of paragraphs (a) to (d) inclusive, section 6003 of this code, shall be considered 
_as having been observed. When such combination metal raceways are used, ten No. 14 wires 
shall be permitted in the compartment for light, heat and power circuits. Wires of light and 
power systems shail enter and leave combination raceways by means of conduit ‘work. In 
all other respects, the provisions of this section covering single compartment raceways shall 


apply. 
514. Surface Wooden Raceways 


' a. Wooden raceways shall be coated, externally and internally, with 2 layers of water- 
‘proofing, or shall be impregnated with a moisture repellant. The raceway shall be composed 
of two parts, a backing and a capping, and shall afford suitable protection against abrasion 
.of wires. It shall be so constructed as to thoroughly encase the wire, having a barrier of not 
less than \ inch in thickness between wires, and having exterior walls which under grooves 
shall be not less than 3 inch in thickness and on sides not less than }4 inch in thickness. 


a It is recommended that only hardwood be used. 


6. In installing surface wooden raceways the appropriate provisions of paragraphs (bd) and 
(c) of section 504 shall be observed. 


c. The entire raceway system shall be securely fastened in place. 


TEST QUESTIONS 





. What other term is used in place of mouldings? 

. What is the best kind of moulding to use? 

How many wires are carried in metal moulding? 

. Give method of laying in wires in two piece moulding 
How is metal moulding cut? 


. Describe the method of fastening moulding to ceilings 
or walls. 


How are two lengths of moulding joined together? 
. Describe a special tool for cutting moulding. 
. Give various methods of supporting mouldings. 
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10. 
11. 


12. 
13. 
14. 
lee 


16. 
17. 
18.. 
19. 
20. 


21. 


ZZ. 
23. 


Describe the fittings used for coupling mouldings. ° 
What kind of hack saw should be -used. in —_ 


mouldings? nn 
Describe the method of bending moulding. 
How is moulding run around beams? 
What is the advantage of the two piece pirahitedt : oe 


Describe method of connecting moulding to fixture 
outlets. 


What is the method of.coupling .one piece ee 
How is the special: bending .tool used? .. i 
‘How are 90°. angles made? fore . 
Describe some of the fittings used. _ 


Give the.method of connecting four wire, one cand two 
piece mouldings into devices. ** «| 


How does ““wiremold’’ metal méisldirie differ from 
other mouldings? 


Describe the various wiremould fittings. 
How is wiremould run around beams? 
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oncealed Knob and 
Tube Wiring 


This method of wiring should be discouraged as far aS pos- 
lible, as it is subject to mechanical injury, is liable to inter- 
erence from rats, mice, etc. As the wires run according to 











“1G. 5,365.—Concealed knob and tube wiring. The wires are carried on porcelain knobs 
attached to the beams. If run perpendicular to the beams, holes are bored in the latter 
and porcelain tubes with a shoulder at one end, inserted in the holes through which the 
wires pass. The use of split knobs does away with the necessity of using tie wires. The 
conductors must be at least 5 inches apart and it is better to support them on separate 


beams when possible. 
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SECTION A-A 


Fics. 5,366 and 5,367.—Elevation and sectional v.cw showing arrangemer:t of switch out 
in concealed knob and tube wiring. 
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Fics..5,368 and 5,369.—Arrangement of surface switch in concea.ed knob and tube wirin 
For a surface snap switch outlet, an iron box is not necessary, but a 73 in. cleat must 
installed to hold the tubing in place and-to provide a proper support for the screws th 
hold the switch. In wiring old buildings where supporting cleats were not provided ba 
of the plaster, a % in. wooden block or plate should be installed on the surface, to whi 


the switch can be attached. ° 
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his method are liable to sag against beams, laths, etc., or are 
‘kely to be covered by shavings or other inflammable build- 
4g material, a fire could easily result if the wires become 
verheated or short circuited. 

Before installing concealed knob and tube wiring it should 
rst be ascertained if this method be permitted by the local 
rdinances. 

The following requirements should be especially noted. 
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1G. 5,370.—Method of installing wires where spacing of 5 ins. cannot be made. All wires 
spaced lesa than 5 tns., must be encased tn loom. The loom must be continuous and in one 
piece from the tube to the wall case where at this point it must be secured by a clamp to 
the box. As shown, there is room for wires on the side of the studs; these wires need not 
be encased in loom. 


1G. 5,371.—Method of avoiding cross stud by locating wall cases a little above center of par- 
tition. 


Code Requirements 


Maximum pressure 300 volts between conductors; 150 volts to ground. 
Rubber covered wires. 


Spacing: 5 in. between wires; 1 in. from surface wired over. 
Distance between supports not over 41% ft. 
Tube protection through cross timbers, etc. ° 
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The method of concealed knob and tube wiring consists in 
running the wires concealed between the floor beams and 
studs of a building, knobs being used to support. the. wires 
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Fic. 5,372.—Porcelain tube as used in knob and tube wiring. The standard tube as used in 
house wiring comes in all lengths and is 5% in. in diameter. , 
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Fics. 5,373 and 5,374.—Arrangement of switch and receptacle outlets in knob and tube wiring. 
In wiring for switches, flexible tubing must be used on the conductor ends from the last 
porcelain support, as shown, the same as on conductor ends for other outlets. A pressed 
steel switch box should be used to encase each flush switch mechanism, even though it al- 
ready be encased in porcelain. A % in. wood cleat or cleats are arranged to support the 
switch box. These wooden cleats should not be set out flush with the outer edges of the 
studs, but should be set about 3% in. back as shown to allow a space in which the plaste: 
can “‘grip.”’ 3 


Pts 
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when run parallel with the beams or studs, and porcelain tubes, 
when run at right angles through the beams or studs as shown 
n fig. 5,365. -_ 

- The type of porcelain tube used is shown in fig. 5,372. 

In wiring a house by the knob and tube method usually 
aothing need be disturbed on the first floor as the various out- 
ets can be reached from the basement and from the second 
oor. 
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WIRE 
BINDING 


_ ™ BOTTOM VIEW OF CLEAT 
*1G8. 5,375 to 5,377.—Methods of making fixture outlets in concealed knob and tube wiring. 
- A cleat consisting of a piece of board at least % in. thick, should be nailed between the joists 
‘ or studs into which the wood screws supporting thé electrolier can be scréwed  Holes.are 
then bored through the cleat, through which the flexible tubing can pass. With a combma- 
tion gas and electric fixture as shown in fig. 5,376, no cleat is necessary, because the gas pipe 
supports the fixture. The flexible tubing should. be wired to the gas pipe, to prevent dis- 
placemept by artisans who have occasion to work around the outlet. 


For instance, if it be necessary to make an outlet for the center: fixture 
in. the parlor, a strip of flooring can be removed from the floor abové.so 
as to expose the beams. Then the wireman can bore two holes through 

“each of the beams, insert porcelain tubes therein, slip the wires through 
the outlet and replace the strip of flooring. 


Various simple methods may be employed for carrying the wires to the 
outlets on the side walls. For example: a small hole can be made in the 
wall, and the wire may be dropped through the space between the walls 
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or it may be pulled up from the basement by means of a cord lowered 
with a weight attached to its end. Outlets for switches and base recep- 
tacles may be provided for, in a similar manner. 


The accompanying illustrations show some of the principal operations 
to be performed in installing the wires. These are taken up in much 
greater detail in the chapter on house wiring. 


Balp, Pat 





Fic. 5,378.—Boring machine for boring procelain tube holes for knob and tube work. It will 
bore a hole parallel with the floor (avoiding slanting tubes) and in less time than with a brace. 


Fic. 5,379.—Electrician’s bit designed for rough usage. Jt has a coarse worm and sharp 
cutter so that it will pull itself into the wood without much effort. Ordinary fine worm 
carpenter’s bits are not suitable as they easily clog in the hole. 
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Fic. 5,380.—Comparison of porcelain tube holes as bored with brace and bit and with boring 
machine. The use of a brace and bit is not only a waste of time but makes an objectionable 
job. 
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Code. 


02. Concealed knob and tube wiring 

. @. Single conductor wires mounted with knobs and tubes or run in non-metallic flexible 
ubing as in paragraph e, below, may be ‘nstalled as concealed’ work in the hollow spaces of 
ralls and ceilings, when the provisions of the following paragraphs of this section shall be 
‘bserved. 


b. Concealed knob and tube work shall not be used for systems of more than 300 volts 
‘etween conductors or more than 150 volts to ground. 


c. Supports shall conform to the requirements for knobs, tubes and bushings, as prescribed 
2 section 501 of this code. 


d. Wires shall be of approved rubber-covered type (R). 


e. .Wires shall be separated at least 5 inches and maintained at least 1 inch from the surface 
rired over. At distributing centers, meters, outlets, switches or other places where space is 
mited, and the 5 inch separation cannot be maintained, each wire shall be encased in a con- 
inuous length of approved flexible tubing. 


It is recommended that wires be run singly on separate timbers or studding. 


f. Where it is impracticable to employ insulating supports, the wires, if not exposed to 
noisture, may be fished if separately encased in approved flexible tubing extending in con- 
inuous lengths from one support to the next or to the outlet, or from one outlet to another; 
ttherwise, approved conduit, approved armored cable, or approved non-metallic sheathed cable 
hall be used. 


g. Where a change is made from concealed work to conduit or armored cable, an approved 
erminal fitting having a separate bushed hole for each wire shall be used, through which 
itting the wires shall pass without splice, joint or tap. This terminal fitting need not be 
ccessible. 


h. In installing wires the precautions as to rigid supporting, separation between wires, 
learance from foreign objects, drip loops where moisture or corrosive vapors are present, as 
rescribed in section 501, of this code shall be observed. Wires passing through cross timbers 
1 plastered partitions shall be protected by an additional tube extending at least three inches 
bove the timber. 


+. Approved outlet boxes as required by paragraphs a and Db of section 703 shall be in- 
talled at all outlets and switch points and the flexible tubing shall extend from the last knob 
ito and be secured to such boxes. 


TEST QUESTIONS 





1. What is the criticism of knob and tube wiring? 

2. Explain the dangers connected with knob and tube 
wiring. 

3. What should be done before installing knob and tube 
wiring? 

4. Give the Code requirements for knob and tube wiring. 
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in 


. Describe briefly the knob and tube wiring system. 


6. Draw a sketch showing agrangement of switch and re 
—ceptacle outlets. _ 
‘7. Describe the method of making fixture outlets. ~ << 


8. Need anything be disturbed on the first floor in wiring 
a house by the knob and tube method? 


9. How is a ceiling outlet made? a 


10. Describe methods of carrying wires to the outlets on 
side walls. 


11: How should holes be bored through beams? ' a 
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CHAPTER 112 


with Armored 
Cable 


Armored cable consists of @ cable.in which the conductor or 
conductors are covered by a specially wound steel casing. 

In the manufacture of armored cable the steel strip which 
forms the armor is rolled and galvanized; the conductors are 
twisted and covered and finally wrapped with the armor strip. 





_ Wiring 


The shape given to this strip 1s the result of careful scientific study and 
test. It is this shape which gives strength and flexibility. On account 
of its flexibility armored cable is an ideal form of wiring for those types 
of installation where there are many turns and short runs. It 1s a verv 
economical method of wiring finished buildings, as it can readily be in- 

- stalled without defacing walls or decorations. 


Armored cable is manufactured with single or double strip armor but 
the single strip is the type generally used. 


Single strip armored cable is formed of one continuous strip, 
with the edges rolled over to fit together; the convolutions 
are rounded. 

‘ Double strip armored cable has armor formed of two channel 

shaped metal strips, wound so that their upturned edges face 
and engage each other, giving an armor of double thickness 
and great flexibility. 
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It has flat convolutions which make fishing of wires and pulling through 
holes easy. The sectional view, fig. 5,381, shows the construction of 
armored cable. 


While wiring with armored cable has not the advantage of 
the conduit systems, namely, that the wires can be withdrawn 
and new wires inserted without disturbing the building in any 
way whatever, yet it has many of the advantages of the flex- 
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Fic. 5,381.—National armored cable showing insulation ard construction of the armor. 


ible steel conduit, and it has some additional advantages of its 
Own. 

For instance, in a building already erected, this cable can be fished be- 

tween the floors and in the partition walls, where it would be impossible 


to install either rigid conduit or flexible steel conduit without disturbing the 
floors or walls to an extent that would be objectionable. 


Armored cable is less expensive than the rigid conduit or the flexible 
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steel conduit, but more expensive than cleat wiring or knob and tube wir- 
ing, and is strongly recommended in preference to the latter. 


Where the cable is subject to moisture, as on the outside of 
ia building or underground, lead covered armored cable must be 
‘used. 

The difference between the latter and the ordinary armored cable is 


that a continuous lead sheath is placed over the wires and the whole is 
then covered with the flexible steel. 





Fics. 5,382 and 5,383.—Right and wrong way to cut armored cable. 


‘Cutting Armored Cable.—In order to properly remove the 
metal casing or armor, a fine toothed hack saw should be used, 
(24 teeth to the inch) or a special tool, such as shown in 5,393. 


The armor is cut diagonally across. The cut should not entirely cut 
through the sheath, but should be deep enough so that it will break if 
given a slight inward bend. Do not cut too deep as this may sever the wires 
or puncture the insulation. | 


Figs. 5,382 and 5,383 show right and wrong methods. 


After armor sheath has been removed, the outer protecting braid must 
be removed from the duplex conductors. This is best done by making a 
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slit one inch below the sheath about one inch long, and then by pulling 
the outer braid it will readily come off without much effort. 


Before the cable is installed it should be examined at each end to see 
whether any part of the sheath punctures the insulation. 


This is very important as grounds and short circuits are often thus 
accidentally made. ? 


0 


In order to protect the insulation on the conductor from 
being cut by the sharp edge of armor a bushing is inserted. 





Fic. 5,384.—Preparing National cable end for installation 1. Cut armor. Quickest 
method of cutting armor is as shown, holding hacksaw at 45° angle to cable. The cut should 
be made several inches from the end to allow for making joint in outlet box. 


The method of cutting, stripping and inserting the bushing is shown 
in figs. 5,384 to 5,391. The importance of bushing the end of a cable 
is shown in fig. 5,392. 


Installation of Armored Cable.—In the work of installing the 


cable, the outlet boxes should be located and installed first. 
The boxes can thus be used as guides for boring the holes. 
It is advisable to bore all the holes before installing the cable. 
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71G. 5,385.—Preparing National cable end for installation 2. Twist off armor. It will 


: easily twist off over conductors, after convolution has been sawed through. 





1G. 5,386.—Preparing National cable end for installation 3. Remove armor. Under- 


+ neath the armor is the Kraft armor, or protective covering wrapped over the insulated con- 
1 ductors. 
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Fic. 5,387.—Preparing National cable end for installation 4. Unwtnd protective covering. 


This is easily done as shown. 
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Fic. 5,388.—Preparing National cable end for installation 5. Break off protective cov- 
ering. This will easily snap off by hand. 
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Fics. 5,389 to 5,391.—Preparing National cable for installation 6. Insert bushing. This 
bushing protects the insulation on being cut by the edge of the armor. It is placed around 
the conductors as shown in figs. 5,389 and 5,390 and is pushed inside the armor as in fig. 5,391. 
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Holes should be bored through floor beams at right angles instead of 
inclined as it makes it easier to pull through the cable. 


In order to avoid undue fatigue in boring, the holes may be bored be- 
tween two outlets and then insert cable, rather than bore all the holes 
before inserting cable. 


To insert cable, take the roll of cable and after preparing 
‘che end as explained in the preceding section, thread the cable 
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1G. 5,392.—Detail of National armored cable with end cut and bushed, showing how the 
{ bushing protects the conductor insulation from the ragged edge of the cut armor. 
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Fic. 5,393.—Austin armored cable tool. Strips the armor from any single strip armored 
cable in sizes 14-2, 14-3, or 12-2, without any possibility of injuring the insulation of the 
wire. Cuts cable, wire or non-metallic flexible conduit up to }4 in. outside diameter. Has 
auxiliary pliers with extra leverage. In using the cutter, slip the tool on the cable, open 
the handles as far as they will go, then close the handles. The armor is not severed cleanly, 
the cable slips out of the tool. Do not attempt to sharpen the blades; use new ones. 


3,244 Wiring with Armored Cable 





through the holes up to the outlet box and fasten it with a 
clamp or connector to the outlet box. 
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Fic. 5,394.—Armor as cut, showing the ragged edge along the cut. Unless a bushing be in- 
serted to protect the conductor insulation from the ragged sharp edge of the armor, the 


insulation may be pierced, resulting in a short circuit. 
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Fic. 5,395.-—-National clamp type box tor armored cable. A few turns of a screw driver se- 
curely fastens the cable in place. This box will also take loom or both loom and armored 


cable in the same box. 
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Fig. 5,395 shows a box arranged for clamping. One form of connector 
is shown in figs. 5,396 and 5,397 and the method of connecting it to the 
cable and box in figs. 5,398 to 5,404. Another view of the box and com- 
pleted connector is shown in fig. 5,404. 

After fastening the cable to the outlet box, it is pulled fairly taut and 
cut off at the proper point to connect up with the other box. 





(Fics. 5,396 and 5,397.—National connector and lock nut showing detector or lugs which engage 
with the end of bushing. ; 
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Fic. 5,398.—Connecting cable with box 1. Place bushing around conductors. 


In cutting off the cable be careful to cut it off at the right 
length so that it will project into the box six inches, or far 
enough to properly make a joint. 

If the cable be cut off too short it will be necessary to remove it and put 


in another cable of the right length as joints are not allowed between boxes, 
hence the importance of being careful to cut off the right length of cable. 
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When the cable runs parallel with joists or studs, it is fas- 


tened to them with pipe clamps. 
In wiring an old house, the procedure is similar to that in 


a concealed knob and tube installation. The cable must be 
fished from outlet to outlet and then must be fastened into 


the outlet boxes. 


Being metallically sheathed, the wires need no additional protection. 
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Fic. 5,399.—Connecting. cable with box 2. Thread conductors through connector. The 
latter slides down on cable so that end holds the bushing in protective position inside of 
cable and the cutaways or open spaces between the lugs permit wireman or inspector to see 


that the bushing is in place. 
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KF 1c 5,400. —Connecting cable with box 3. Secure connector to cable by tightening screws 
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LOCK NUT 





CONNECTOR 


BUSHING 


Fics. 5,401 to 5,403.—Connecting cable with box 4. Thread conductors and end of con- 
nector through knockout of box and put on nut. 





1G. 5,404.—Connecting cable with box 5. Tighten lock nut. This finishes the operation. 
It will be noticed that the type nut shown can be tightened with a screw driver, which may 
be an easier method than using a wrench in cramped positions. 
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Fic. 5,405.—National connector connected to outlet box showing bushing. 
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Fic. 5,406. —Method of passing armored cable through walls, ceilings, partitions, etc. 
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It is advisable to fasten the armored cable to timbers by means of pipe 
straps, wherever access permits this to be done. 


Fig. 5,406 shows method of forcing armored cable around a cove 
ceiling. 

Make all bends as gradual as possible to avoid opening the armor, as 
would occur at sharp bends. Secure the armored conductor at all exposed 
bends, and especially when it is used around machinery. Figs. 5,407 and 
5,408 show right and wrong way to make a bend. 





SHARP BEND 
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Fic. 5,407 and 5,408.—Right and wrong way to bend armored cable. 


Code. 


610. Armored Cable 


For installation, see section 505. 
For armored cord, see section 609. 


a. The conductors shall comply with the requirements for rubber-covered wires of the 
specific type. 

b. The cable shall have a continuous distinctive marking so that the maker may be readily 
identified. 


905. Armored Cable. 


a. When armored cable, types AC or ACL, is used as the wiring method, the provisions ot 
the following paragraphs of this section shall be observed. 


6. Armored cable shall not be used for systems of more than 600 volts nor where its sur- 
rounding temperature will exceed 120° F. (49° C.). 
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Code.—Continued. 


c. Type AC armored cable may be used for open or concealed work in dry locations and 
may be fished; when run on walls of brick or similar masonry it may be embedded in the plaster 


finish. 


d. Wires of armored cables shall be of rubber-covered type. The armored cable shall carry 
a distinctive marker throughout its entire length. 


e. Approved outlet boxes or fittings shall be installed at all outlets and switch points as 
required by paragraphs (a) and (6) of section 703. The cable shall be continuous from outlet 
to outlet, or from fitting to fitting, and the armor shall be mechanically and electrically con- 
nected to all fittings in a manner to substantially close the openings at entrance points and 
to hold the cable securely. The entire cable system shall be secured in place by approved 
fastenings. 


f. When in exposed or concealed wiring, cable is run through bored holes in studs, joists or 
similar wood members, such holes shall be bored at the approximate center of such timbers 
and not less than two inches from the nearest edge, if their depth will permit. 


g. When the cable is employed in accessible attics or roof spaces, it shall be instaJled as 
- follows: | 


1. When run within five feet of the floor or floor joists, through bored holes in 
rafters or studs, or when run through bored holes in floor joists, cable shall be 
protected by substantial running boards extending at least one inch on each side 
of the cable or cables, and be securely fastened in place. 


2. When within five feet of floor or joist, across the face of rafters or studding. 
‘or across the top or face of floor joists, cable shall be protected by substantial 
guard strips at least as high as the cable. 


3. When carried along the sides of rafters, studs or floor joists, neither guard strips, 
nor running boards shall be required. 


h. All bends shall be so made that the armor of the cable will not be injured, and the radius 
of the curve of the inner edge of any bend shall be not less than five times the diameter of the 


cable. 


1. At all points, where the armor terminates, additional protection shall be afforded to the 
conductors by approved connectors or clamps so that the conductor will be adequately bushed. 


j. Type ACL (having a lead sheath under the armor) shall be used in underground service 
runs and where other circuits are embedded in masonry, concrete, or fill in buildings in course 
of construction, and elsewhere, if the location is such that the cable will be exposed to the 
weather or to continuous moisture or dampness. 


k. For the use of armored cable in under-plaster extensions, see Section 510 of this Article. 


1. Where alternating current is to be employed, all conductors of a circuit shall be contained 
within one armor except as provided in section 510 of this article. 


It is recommended that in the case of direct current also all conductors of a 
circuit be placed within one armor, in order to obviate induction troubles if a 
change is made to alternating current at a later date. 


m. The armor shall be grounded as prescribed in Article 9 of this code. 
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TEST QUESTIONS 


_ Describe the construction of an armored cable. 
. Name two kinds of armored cable. 
. What are the advantages and. disadvantages of ar- 


mored cable? 


. Is armored cable as expensive as rigid or flexible 


conduit? 


. What kind of cable should be used in damp places? 

. Describe the proper method of cutting armored cable. 
. What should be done before installing cable? 

. How is the conductor insulation protected from the 


sharp edge at the end of the cable? 


. Describe the method of cutting, stripping and in- 


serting the bushing. 


. Explain in detail the method of installing armored 


cable. 


. Explain how the cable is attached to an outlet box. 
. What precaution should be taken in cutting the cable? 
. If the cable be cut too short, what must be done? 

_ How is the cable secured when it runs parallel with 


joists or studs? 


. What method is followed in wiring an old house? 
. How is a snake used in passing the cable through 


walls? 


. How should bends. be made? 
. What happens to the cable if the bend be too short? 
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19. What should be done with exposed bends? 


20. What should be done in order to avoid undue fatigue 
in boring holes? 


21. Describe the method of inserting cable. 


22. What tool is used in cutting a cable other than a 
hacksaw? 


23. How is a connector secured to a cable? 
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CHAPTER 113 


Wiring in Flexible 
Conduit 


A flexible conduit consists of a continuous flexible steel tube 
‘composed of convex and concave metal strips, wound spirally 
upon each other in such a way as to interlock their concave 
surfaces. 








It possesses considerable strength and can be obtained in long lengths 
(50 to 200 feet); elbow fittings are not required as the conduit may be 
bent to almost any radius. The fissures of the conduit provide some ven- 
tilation; this is an advantage in some places and a disadvantage in others. 


Flexible conduit should not be used in damp places because 
of the fissures through which moisture may enter. 

Although flexible conduit is easy to handle, because it is flexible, it is 

not desirable to install an entire wiring job with this kind of conduit. It 


is better combined with rigid conduit for extensions having short and 
irregular runs, thus avoiding extra and difficult pipe fitting. 


Flexible conduit provides a method of passing through joists 
and studs, avoiding notching. Flexible conduit is made in 


two types. 


1. Single strip; 
2. Double strip. 
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The single strip flexible conduit is made of one continuous 
length of electro-galvanized steel strip, with the edges turned 
to interlock, as shown in fig. 5,409. 


This construction is approved for service under the most rigorous con- 
ditions—severe bending or pulling will not separate the joints. The uni- 
form convolutions in single strip conduit have a flattened outside surface 
which makes the conduit easy to pull through holes and the smooth even 
inside surface allows wires to slide easily in fishing. 





Fic. 5,409.—National single strip flexible conduit. Put up in 250 ft. lengths and where under | 
250 {t., in lengths that work out in multiples of 5 ft. from 100 to 250 ft. 


Double strip flexible conduit 1s made of two electro-galvanized 
steel strips, turned at the edges, and wound so that the strips 
of the outside armor key into the edges of the inside strips, as 
shown in fig. 5,410. 





Fic. 5,410.—National Couble strip flexible conduit. Can be had in the same lengths as the 
single strip cable. 


This gives a double armor for protection of conductors, having greater 
flexibility, and greater resistance to injury and strain. The long con- 
volutions, flat inside and outside, permit the conduit to pull through holes. 
easily, and provide a smooth wire channel through which to fish wires. 


Flexible conduit is used to advantage in many cases where rigid con- 
duits would not be desirable. It is especially adapted to completed build- 
ings where it is desired to install the wiring by ‘‘fishing’”’ without greatly 
disturbing the walls, floors or ceilings. 
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In installing flexible conduit, it is “‘fished’’ under floors, in 
yartitions between the floor and ceiling, by making pockets in 
he floors, walls or ceilings, say every 15 or 20 feet, and fishing 
hrough first a stiff metal wire called a “‘snake,’’ and then attach- 
ng the conduit to same and pulling the conduit in place from 
yocket to pocket. 


On vertical runs, a chain or weighted string is used which is dropped 
from the outlet to the floor and its lower end located by sound of the chain 
end or weight striking the floor. 





‘1Gs. 5,411 and 5,412.—Brass terminal bushings or ferrules. Fig. 5,411, single strip bushing; 
fig. 5,412, double strip bushing. . 


For quick and easy installation in making necessary connec- 
ions various fittings are used with flexible conduit as with other 
ystems. These fittings are suitable for armored cable as well 
s flexible conduit. They may be broadly classed as: 


1. Terminal bushings; 
2. Couplings; 

3. Connectors; 

4. Adapters. 


Terminal Bushings or Ferrules.—These bushings are used to 
rotect the conductors against abrasion from the raw edge of 
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the cut armor. Two types of bushing are shown in figs. 5,411 
and 5,412. 


Couplings.—The object of a coupling 1s to connect two lengths 
of conduit. There are several types of coupling and they may 
be classified: 





Fics. 5,413 and 5,414.—National couplings for 
connecting flexible conduit to flexible conduit. 
Fig. 5,413, squeeze type; fig. 5,414, tangent. 
screw type. . 


Fic. 5,415.—National squeeze type coupling for, 
connecting flexible to rigid conduit. 
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1. With respect to the conduit, as 
Single strip flexible to single strip flexible conduit 
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a. 
b. Double “ a “ double “ « « 
c. Single “ 7 “ rigid conduit 

d. Double “ « we & « 


These various types of couplings are shown in figs. 5,41; 
to 5,415 and connections in figs. 5,418 and 0,419. 
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These couplings are an essential part of the economical installation of 
flexible conduit, as they make possible the use of short ends. At least one 
coupling should be ordered with every coil conduit. 


_ Connectors.—These fittings are used for connecting the con- 
‘duit to devices such as outlet boxes. There are several types 
vadapted to the different requirements, and they may be classi- 
ied as 


M 
A 


"1G. 5,416.—Flexible to flexible conduit connected by coupling. 






‘1G. 5,417.—Flexible to rigid conduit connected by coupling. 


1. Squeeze; 
2. Set screw; 
3. Slip in; 

4. Duplex; 
5. Angle. 
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These various classes of connector are shown in figs. 5,418 
to 5,423. 


Squeeze connectors are designed to give a firm grip entirely 
around the armor. They are made of malleable iron, galvan- 
ized, and are supplied with lock nuts. 


Set screw connectors are provided with a strong tangential screw which 
is forced between the armor and the side of the connector. As the screw 
normally follows the groove of the armor, it is virtually impossible for 
the armor to work loose. 


Slip in connectors are designed for quick work. This type connector 








Fics. 5,418 to 5,423.—Various General Electric connectors. A, squeeze; B, set screw: C 
slip in; D, duplex; E, 45° angle; F, 90° angle. 
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needs no lock nut, and is so easy to install that it is a valuable time saver. 
Just run the end of the conductor through the connector, slip the con- 
nector into the knock out and tighten the set screw. It is made of malleable 
iron, galvanized. 


Duplex connectors are used in installations where it is desired to run 
_ two conductors into one knock out. One duplex in place of two separate 
; connectors in two different knock outs, saves time in installing, makes a 
much neater job, saves cable, and doubles the effective number of outlets. 
This latter feature is quite important when one or two of the knock outs 
are inaccessible. The duplex is made of malleable iron, galvanized, and 
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Fics. 5,424 and 5,425.—Comparison of separate and duplex connectors. The duplex connector 
takes less time to install than two single connectors, and insures a neater job. A saving 
of 6 ins. of cable is effected also, at every outlet of the kind indicated. 


is of the tangential set screw type. The advantage of using a duplex in- 
stead of two connectors is shown in figs. 5,424 and 5,425. 


Angle connectors are for the purpose of connecting the conduit at an 
angle to devices such as outlet boxes. They are designed to connect at 
angles of 45° and 90° as shown in figs. 5,422 and 5,423. In practically 
every flexible installation, a few of these convenient connectors will save 
time and make a better job, as they make possible close fitting work in 
cramped locations. 
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Fics. 5,426 to 5,429.—Various General Electric adapters. 
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OUTLET BOX 
Fics. 5,430 to 5,434,—Connecting flexible conduit to dutlet box, showing the various operations | 
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(Fic. 5,435.—Rattan straight squeeze connector. 
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Fics. 5,436 and 5,437.—Rattan connectors. Fig. 5,436 straight set screw connector; fig. 5,437, 
90° angle squeeze connector. 





ics. 5,438 and 5,439.—Rattan connectors. Fig. 5,438, 45° angle squeeze connector; fig. 5,439, 
stcaight panel box squeeze connector. 
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Adapters.—All threaded connectors for the prevailing sizes 
of armored conductors and flexible conduit are designed for 14 
inch knockouts, but by the use of an adapter, it 1s possible 
to use them equally as well with 34 inch knock outs. 


It is an invaluable device for connecting armored conductors or flexible 
conduit to condulets which have only the 34 inch knock out. Any threaded 
connector may be used as a panel connector by connecting with this adapter. 
This fitting converts any straight, threaded connector into a 90° angle 
connector. Figs. 5,426 to 5,429 show various types of adapters. 


How to Connect Conduit to Outlet Box.—After cutting the 
conduit to proper length and reaming the end, the connector 
is slipped over the end of the conduit as in fig. 5,430, and fast- 
ened to the conduit as in fig. 5,431. 


Insert the connector through the knock out in box and put on lock nut 
as in fig. 5,432. A bushing is next screwed on as in fig. 5,433. Whena 
bushing is used, the lock nut may be placed either inside the box or on the 
outside. 


Code. 


The Code requirements for flexible conduit are given n the chapter on Rigid Conduit 
following. 
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TEST QUESTIONS 


. What is a flexible conduit? 

. In what lengths is it manufactured? 

. Where should flexible conduit not be used? 

. Is it desirable to install an entire wiring job with 


flexible conduit? 


. Name two types of flexible conduit. 
. Where is flexible conduit used to advantage? 
. How is flexible conduit installed under floors, be- 


tween partitions or between walls? 


. What is provided for quick and easy installation? 

. Classify the various fittings used. 

. What are terminal. bushings or ferrules used for? 

. Name several types of couplings. 

. What is a connector, and what are the various types? 
. What are squeeze connectors used for? 

. What is the advantage of a slip in connector? 

. Explain the use of a duplex connector. | 

. What is an adapter? 

. How is flexible conduit connected to an outlet box? 

. What should be removed from the box in order to 


connect a conduit? 


. Can a threaded connector be used as a panel connector? 


. Draw a sketch showing difference between separate 


and duplex connector. 
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21. What angles are angle connectors designed for? 
22. What is the advantage of angle connectors? 


23. Are the fissures in the conduit an advantage or a 
disadvantage? 
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CHAPTER 114 


Wiring with Non-Metallic 
Sheathed Cable 


|This type of cable is designed for the wiring of residences 
1d similar buildings of frame or semi-frame construction 
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;. 5,440—Installation of non-metallic sheathed cable. Must be one continuous length be- 
ween boxes. 
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which are generally classified as dry locations, and in which 
the difference in pressure between two conductors does not 
exceed 300 volts. 
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Fics. 5,441 to 5,443.—Rome non-metallic sheathed cable. The cable is built up by first 
sheathing a rubber covered Code wire, ina tough, closely laid jacket of laminated kraft 
tape, which is permanently held in place by a cotton braid. After saturation with 
special compounds this semi-firished conductor is armored with a second jacket of long 
tibre kraft tape, and a fire and moisture resistant compound applied. Two or more 
of these heavily armored conductors are then gathered, with their reinforcing filler cords, 
under an extra heavy fabric braid, and the cable given two final impregnations of fire and 
moisture resistant compounds. Made with conductors ranging in size from No. 14 to No. 8., 











Fic. 5,444.—Passing non-metallic sheathed cable through holes bored in beams. 
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In addition to the usual secondary feeder and circuit wiring of resi- 
dences and similar properties non-metallic sheathed cable is being widely 
used for installation of circuits for electric ranges and various other heavy 
duty domestic appliances. 

Most inspection departments permit non-metallic sheathed cable to be 
installed in cellars, in accessible unfinished attics or roof spaces and in 
private garages of not more than two car capacity. 





. 5,446.—Method of removing sheath from ripper corded type of non-metallic sheathed cable 
y pulling the ripper cord. 
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The construction of a typical cable, as made by the Rome Wire Co., is 
shown 1n figs. 5,441 to 5,443. 


Installation of Non-Metallic Sheathed Cable.—This type 
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kia. 5,448.—Non-metallic sheathed cable attached to box with a connector. 
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rable should be installed on the loop system only, that is, 1n con- 
linuous, unbroken runs from outlet to outlet and without 
oints or splices of any kind throughout the lengths between 
yutlets, as 1s indicated in fig. 5,444. 





1G. 5,450.—Non-metallic sheathed cable run parallel with beams. 
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In fastening the cable, the method shown 1n fig. 5,451 will suffice where 
its appearance is not objectionable, but for a neat job, it should be done 
as in figs. 5,452 and 9,453. 
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Fic. 5,451.—Method of fastening non-metallic sheathed cable with straps. 
Fic. 5,452 and 5,453.—Method of fastening non-metallic sheathed cable with clips. 
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Fics. 5,454 to 5,459.—Attachment of fixture stud to box. 
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Non-Metallic Sheathed Cable at Outlets.— Almost any type 
of outlet plate or box for armored cable may be used with the 
sheathed cable as the cable enters and 1s very tightly gripped 
by most clamping devices. 





Fics. 5,460 to 5,462.—Stripping Rome non-me- 
tallic sheathed cable. Nick the end of ‘‘Romex’”’ 
with a knife and grip either one of the ripped 
parts, as shown 1n fig. 5,460; rip open the de- 

sired length of the outer braid, as in fig. 5,461, and spin off the outer tape as in fig. 5,462. 

To provida plenty of room for splices and outlet boxes, the outside tape should be trimmed 

off back to the outer braid. 


Fig. 5,463 shows typical outlet plate used at outlets on old 
jobs. Figs. 5,464 and 5,465 show types of pans or shallow boxes at out- 
lets. When sheathed cable is used with a fitting having threaded hubs 
for conduit or with a box having knock outs for conduit, squeeze con- 
nectors should be used as shown in figs. 5,466 and 5,467. 
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Fic. 5,463.—Typical outlet plate as used for Romex, aa other wire outlets upon old jobs. 
Romex plates are designed for use at such outlets where conditions do not require the use of 
an outlet box. Knockouts are provided, each of which will accommodate two non-metallic 
conduits. The special clamps securely hold the loom against all strains.’ A centrally located 
knockout is provided for gas pipe or fixture stud mounted on bar hanger. Clearance holes 
allow mounting fixture stud on the plate itself. 


ry i 





Fic. 5,464 and 5,465 —Shallow outlet boxes for non-metallic sheathed cable wire. 


VV ALA WIC AVOLI-IMETaLIC Oneatned Caple 3,Z2/3 





Non-Metallic Sheathed Cable in Cellars.—In many localities 
‘the use of rigid conduit in cellars is required, but in districts 
where such rules do not exist most inspection departments per- 
mit the use of non-metallic sheathed cable, providing the cable 
be tightly strapped to the faces or to the sides of timbers when 
running with them or is well strapped to running boards or 
guard strips where carried across timbers, as shown in fig. 5,474. 
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‘Fics. 5,466 and 5,467.—Connectors for two and three wire non-metallic sheathed cable. 
ae 
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Fic. 5,468.— Wiring with Romex for service switch to electric range showing method of passing 
through floor, and terminal fitting. 
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Non-Metallic Sheathed Cable on Side Walls.—When used 
for open wiring in small private garages, basements, farm houses 





Fic. 5,469.—Steel City connector for non-metallic sheathed cables and flexible tubing. This 
connector can be installed outside or inside of a box. 


Fics. 5,470 and 5,471.—Method of installing Steel City connector for non-metallic sheathed 


cable and flexible tubing. To install, snap connector into knock out; insert cable or tubing 
and tighten screw. 


—w. 





Fics. 5,472 and 5,473.—Steel City: connector for non-metallic sheathed cable and flexible tubing. 
Fig. 5,472, connector assembled; fig. 5,473. The insert is so designed that the non-metallic 
flexible cable is held in the center of the connector so that when the strap is tightened down 


no sharp curve or bend is put in the conductor. The insert presents a long bearing surface 
to the conductor. 
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SiG. 5,474.—Method of running non-metallic sheathed cable in cellars. 
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Fic. 5,475.—Method of running non-metallic sheathed cable in side walls. 
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and similar classes of property, non-metallic sheathed cable 
should be protected on side walls with either wood boxing, 
conduit or ordinary pipe extending upward to a point at least 
seven feet above the floor, similarly as shown on page 3,204. 


Non-Metallic Sheathed Cable in Attics.—When run in ac- 
cessible attics or roof spaces, non-metallic sheathed cable 
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Fic. 5,476.—Method of running non-metallic sheathed cable in attics. 


should preferably be either strapped to sides of joists, or if 
running at angles with the joists should be carried through 
hored holes and covered with a running board, as shown in 
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‘ig. 5,476. Most inspection departments permit non-metallic 
sheathed cable to be run on top of timbers in attics only when 
uns are along under side of roof timbers or are well back 


‘from scuttle openings. 





Fic. 5,477.—National outlet box for loom and loom wire. Double grip clamp for loom. Brass 
ferrule in addition should be used for armored cable. Extra knock outs for cable or loom and 
screw hole for extra clamp. This box also takes armored cable. 


Code. 


611. Non-Metallic Sheathed Cable 
For installation see section 507. 
a. The conductors shall comply with the requirements for rubber-covered wires, except 
that no braid need be provided directly over the rubber covering. 


b. Cable shall be of approved type, in sizes 14 to 4, inclusive, and in two or three-wire as- 
semblies and in addition shall have an approved size of non-insulated copper conductor laid 


in next to the insulated conductor for grounding purposes. 
c. The cable shall have a continuous distinctive marker so that the maker may be readily 
identified. 


507. Non-Metallic Sheathed Cable. 
a. Cable shall not be used for circuits exceeding 300 volts between conductors nor 15) 
velts to ground. 
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Code.—Continued. 


b. Cable shall only be used for wiring in residence buildings, and in outbuildings on the 
same premises, or for the wiring of office or mercantile occupancies in residence neighborhoods, 
which individual occupancies do not require more than four branch circuits. 


c. Cable shall not be installed in masonry, concrete or fill in buildings in course of con- 
struction, nor where exposed to the weather, nor in continuously damp or moist locations. 


d. Cable shall be of approved type, in sizes 14 to 4 inclusive and in two or three-wire as- 
semblies and in addition shall have an approved size of non-insulated copper conductor laid 
in next to the insulated conductors to be used only for grounding purposes. 

e. When employed for exposed wiring, cable shall be installed as follows: 

1. Shall be mounted directly upon and unless substantial running boards are 
used, shall closely follow the surface of woodwork, plaster, cement, brick or other 
building finish. 

2. Shall be secured between outlets with approve fastenings spaced at inter- 
vals not exceeding three feet. 

3. Vertical runs shall be protected within five (5) feet of the floor by a rigid 
conduit or pipe, or a substantial wood or metal protecting strip, placed over the 
cable and securely fastened in place. 

4. Horizontal runs within five (5) feet of the floor shall be protected as speci- 
fied in paragraph (3) above, unless substantial protection is afforded by fixed 
furniture. 

5. Where passing through floors or within 6 inches of floors, cable shall be 
protected by a length of rigid conduit or pipe passing through the floor, and ex- 
tending at least 6 inches above the floor, in addition to the protection specified 

; in sub-paragraph (3) above. 

j. When employed in concealed wiring, cable shall be installed as follows: 

1. In building under construction, shall be secured between outlets by ap- 
proved fastenings spaced at intervals of not exceeding 41% feet. 

2. In finished buildings where impracticable to support the cable as specified 
in the preceding paragraph, cable may be fished from outlet to outlet. 

g. Cable, exposed or concealed, shall be run in continuous lengths, without joints, splices, 
or taps, from outlet box to outlet box, or other approved terminal fittings, and shall be se- 
cured thereto by means of approved devices which substantially close the openings. Approved | 
outlet boxes or fittings as required by paragraphs a and 0b of section 703 shall be installed at: 
all cutlets and switch points. The grounding conductor shall be connected to the boxes or 
fittings by approved means. 

h. Bends in cable shall be so made and other handling shall be such that the protective 
coverings of the cable will not be injured, and no bend shall have a radius less than five times. 
the diameter of the cable. 


1. Shall not be buried in walls, floors, or ceilings of plaster, cement, or similar finish. 


j. When non-metallic sheathed cable is installed in conduit or in surface or underfloor 
raceways, the provisions of sections 503, 504, and 506 of this article shall apply as far as prac- 
ticable. 


k. When in exposed or concealed wiring, cable is run through bored holes in studs, joists, 
or similar wood members, such holes shall be bored at the approximate center of such timbers: 
and not less than two inches from the nearest edge, if their depth will permit. 


1. Cable in accessible attics or roof spaces, shall be installed as follows: 


1. When run within five feet of the floor or floor joists, through bored holes 
in rafters or studs, or when run through bored holes in floor joists, cable shall be 
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Code.— Continued. 


protected by substantial running boards extending at least one inch on each side of 
the cable or cables and securely fastened in place. 


2. When within five feet of floor or joist, across the face of rafters or studding, 
or across the top or face of floor joists, cable shall be protected by substantial 
guard strips at least as high as the cable. 
3. When carried along the sides of rafters, studs or floor joists, neither guard 
strips, nor running boards shall be required. 
- m., Cable in unfinished cellars or basements, if not run through bored holes in beams or 
door joists, shall be run on the under side of running boards not less than % inch by 134 inches 
‘when run at angles with floor joists or timbers, or on sides or faces of floor joists or timbers 
‘when run parallel with them. 3-wire assemblies of cables larger than No. 8 run at angles 
with floor joists or timbers need not have the guard rails specified in sub-paragraph 2 of the 
receding paragraph. 
n. In other places where subject to mechanical injury, cable shall be substantially pro- 
tected by one of the above methods. 


TEST QUESTIONS 





1. For what service conditions is non-metallic sheathed 
cable adapted? 
2. — the construction of non-metallic sheathed 
cable. 
3. Is non-metallic sheathed cable suitable for heavy duty 
domestic appliance circuits? 
4. What is a ripper cord? 
5. How is the under sheath removed from the conductors? 
6. Describe in detail the method of connecting the cable 
to an outlet box. 
7. What methods are used in fastening the cable? 
8. Can the cable be used with any type of outlet box? 
9. When should connectors be used? 
10. What is an outlet plate? 
11. Js non-metallic sheathed cable allowed in cellars in 
all localities? 
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12. Explain two types of connector used. , 
13. What method should be used when cable is run in 
attics? 


14. What are the important requirements of inspection 
departments when non-metallic sheathed cable is 
run in attics? 
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CHAPTER 115 


Wiring in Rigid Conduit 


By definition, rigid conduit commonly called pipe (but. dif- 
ferent from ordinary pipe used for other purposes) comes in 
lengths of 10 ft. or less, and must never be used in sizes smaller 
than one-half inch pipe or nominal size. 

The purpose of electrical conduit is to provide a raceway, 
either underground or throughout a building for electric 
wires. The inside surface must be unobstructed, smooth and 
dry so as to facilitate the pulling in of wire without damage 
to the insulation and to protect it against deterioration and rot. 





Conduit must be ductile. It must be soft enough to thread easily, 
yet not so soft that the dies will run rather than cut. This is most 1m- 
portant in making joints. It is essential that the pipe bend easily without 
opening welds or flattening at bends. 


Galvanized conduit is recommended for use where the conduit is sub- 
ject to rough usage and where the utmost in rust prevention is desired. 
It is especially recommended for use in street work, in concrete or masonry 
construction. 


The following table gives the properties of rigid conduit and 
by comparing this table with a table giving the properties of 
siandard wrought pipe (see the author’s Engineers and Me- 
chanics Guide, volume No. 7, Page 2,908) it will be seen that 
rigid conduit has the same properties as standard wrought 
pipe (sometimes erroneously called wrought iron pipe). 
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The electrician who installs rigid conduit should be a good 

pipe fitter. For this reason, some helpful information on pipe 

C» fitting 1s given in the sec- 
tion following. 
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tured in 10 ft. lengths and comes threaded 


at both ends with coupling. 


STILLSON 
WRENCH 


Fic. 5,478 .—Rigid conduit. 


AND DIES 





Fics. 5,479 to 5,482.—Principal operations in pipe fitting. The pipe after being marked to 
length by nicking with a file is put ina vise and cut with pipe cutter (or hack saw), fig. 
5,479; burrs removed with file as in fig. 5,480. Next the thread is cut with stock and dies 
as in fig. 5,481 and after carefully cleaning thread with stiff tooth brush, and applying red 
lead or pipe cement to the thread just cut, the joint is made up with a Stillson wrench as in 
fig. 5,482. For interior work, the red lead or pipe cement is omitted, but should be used 
where conduit runs underground or where exposed to water. 
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Not all rigid conduit is made of steel, a limited amount being 
made of aluminum, which has advantages for special con- 
ditions. 


Aluminum rigid conduit is manufactured in standard wrought pipe sizes 
and its dimensions are identical with those of steel conduit. It is fur- 
nished in ten foot lengths, and is enameled inside to conform with standard 
practice in manufacturing electrical conduit. It has standard pipe threads, 
each length being provided with a coupling. Aluminum conduit can be 
obtained in lengths up to 48 feet. It can be fitted and installed with the 
same tools and in the same manner as steel conduit. 
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Fics. 5,483 and 5,484.—Two types of pipe cutter. Fig. 5,483, Barnes three wheel cutter; 
fig. 5,484, Saunders wheel and roller cutter. 


Pipe Fitting.—The term “‘pipe fitting’ includes the opera- 
tions which must be performed in installing a pipe system as 
made up of pipe and fittings. These operations consist of: 


1. Pipe cutting; 
2. Pipe threading; 
3. Pipe tapping; 
4. Pipe bending; 
5. Assembling. 
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Cutting.—The conduit should be cut with a hack saw unless 
che pipes are to be thoroughly reamed afterwards. 


In the absence of a hack saw, cutting may be done with a pipe cutter. In 
either case the conduit is clamped in a pipe vise such as shown in fig. 5,485. 


In securing the conduit in the vise, care should be taken (especially 
when threading) that the jaws hold the pipe sufficiently firmly to prevent 
slipping, but the clamp screw should not be turned enough to cause the 


jaw teeth to unduly dig into the pipe. 
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Fic. 5,485.—Ordinary pipe vise. It consists of a plain, or hinged (as shown), U-shape piece 
containing the clamp screw, the sides of which form guides for the upper jaws. The upper 
and lower jaws are provided with a series of rectangular teeth as shown. When the U piece 
is closed over the pipe, pin inserted, the teeth of both jaws are brought in firm contact with 
the pipe by screwing down the upper jaw thus holding the pipe firmly. 


A pipe cutter is a tool which usually consists of a hook shaped frame 
on whose stem a slide can be moved by a screw. On the slide and frame 
several cutting discs or ‘‘wheels’’ are mounted and forced into the metal 
as the whole appliance is rotated about the pipe. 


The operation of cutting a pipe can be done quicker with a 
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pipe cutter than a hack saw, and for this reason the former is 
more frequently used, although it crushes the metal and leaves 
a shoulder on the outside and a burr on the inside of the pipe. 

This does not apply to the knife type of pipe cutter. The appearance 


of the cuts made with hack saw and pipe cutter is shown in figs. 5,486 
to 5,489. 


The external shoulder must be removed to allow the pipe to 
enter the threading tool so no worry need be given that the 





J METAL UPSET 
J BY CRUSHING 


CLEAN CUT BY HACK SAW ACTION OF 


( —?P e PIPE CUTTER WHEEL 


Fics. 5,486 to 5,489.—Appearance of pipe end when cut by hack saw, and by pipe cutter. 
When a pipe cutter is used the internal burr must be removed by a burring reamer as 1n fig. 
5,490, and the external burr by a file as in fig. 5,491. 


workman will not do this, but zt should be ascertained by in- 
spection that the internal burr 1s removed on every cut, especially 
on conduit jobs to prevent the possibility of the burr cutting 
the insulation of the wires which would probably result in a 
short circuit. 


The operation of removing an internal burr by reaming is shown in fig. 5,490. - 


NOTE.-— With a roller cutter a cut at right angles to the conduit is always obtained; 
with a wheel cutter a liltle care in starting the cut is necessary. 
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‘ The external burr or shoulder, caused by using a wheel pipe cutter, 
is removed with a file. Right and wrong methods of filing are shown in 


figs. 5,491 and 5,492. 
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1G. 5,490.-Method of removing burr from pipe end with brace and a burring reamer. 


“IGS. 5,491 and 5,492.— Right and’ wrong way of removing the shoulder left on pipe after 
cutting with a pipe cutter. Obviously at each stroke, the file should be given a turning 
motion as indicated by the arrow and dotted position in figure 5,491 removing the excess 
metal through an arc of the circumference. The position of pipe is changed in the vise from 
time to time, till the excess metal is removed all around the pipe. When the operation is 
done as in fig. 5,492, by moving the file in a straight line, it will result in a series of flat 


places. 
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Pipe Threading.—Having cut the pipe to proper length, 
filed off the outer shoulder and reamed out the burr; it 1s now 
ready for the threading operation. The Briggs threads may 
be cut on the pipe ends for screwing into the fittings either by 


means of 


1. Hand stock and dies, or 
2. Pipe threading machines. 
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Fics. 5,493 to 5,495.—Armstrong adjustable pipe stock and dies for double ended dies. Each 
pair of dies, as shown, has one size thread at-one end and another size at the other. Thus: 
the two dies in the stock are in position for cutting 14-inch thread and by reversing them they 
will cut 34-inch thread. ‘ The cut shows plainly the reference marks which must register 
with each other in ad justing the dies to standard size by means of the end set screws. 


The hand stock and dies being portable, are generally used for small 
jobs, especially for threading pipe of the smaller sizes, although there are 
some geared forms suitable for large work without undue physical effort; 
the threading machines are for use in shops where a large amount of thread- 
ing is done. 


In cutting a thread use plenty of oil in starting and cutting 
the thread. 


In starting, press the dies firmly against the pipe end until they ‘‘take. 
hold.” After a few turns blow out the chips and apply more oil. This 


NOTE.— There is a great variety of stocks and dies, the types shown in figs. 5,493 to 
9,495 being well adapted to ordinary work. It will be noted that the stock is adjustable, that 
is, the dies may be moved in or out to vary the diameter of the thread, thus loose or tight 
fit threads mav be cut. 
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should be done two or three times before completing the cut. When 
complete blow out chips as clean as possible and back off the die. Avoid 
the frequent reversals usually made by some pipe fitters. 


For lubrication, lard will be found preferable to oil. Apply the lard 
to the pipe end with a brush. In cutting the thread, the heat generated 
will melt the lard which will flow to the cutting edge of the die giving 
continuous lubrication instead of spasmodic flooding as is the case when 


using oil.* 





Fic. 5,496.—Makeshift nipple holder. as used by some pipe fitters. It consists of a short 
length of pipe having a coupling on oneend. Jn operation, one end of the nipple is screwed 
into the coupling, and the die applied to the other end. In doing this the turning force 
necessary to cut the thread being considerable, the coupling will be forced on the pipe (be- 
yond the thread) to some position indicated by the dotted line A, straining the coupling 
beyond its elastic limit and probably cracking same as indicated. The nipple thus made is 
removed from the coupling and die by the aid of a Stillson wrench and some profanity. 
The coupling now being in a condition known to a certain class of workmen as ‘‘on the hog,”’ 
it 1s replaced by a new one each time a nipple is to be cut. In sending in the bill, the 
waste of time and couplings are of no consequence to an unscrupulous mechanic, for these 
items are charged to the customer along with such things as candles, waste, charcoal; oil, 
matches, etc.—at a very HANDSOME profit. 


Threading Nipples.—The pipe fitter usually makes any nip- 
ples required, but usually better nipples (especially the close 
and short variety) can be obtained from the supply house at 
less cost. 


No pipe fitter deserving to be called such will attempt to cut nipples without 
a proper nipple holder, although some plumbers and some nondescripts are 
often guilty of such practice when working by the day instead of by the job. 


*NOTE.—The author is indebted to Mr. Harbison, thread expert of the National Tube 
Co., for this suggestion. 
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The ordinary method of cutting nipples as indulged in by some 
blumbers and others as shown in fig. 5,496 for lack of proper 
tools, is very unsatisfactory. 


In emergency, the proper way to cuta nipple with such a makeshift holder 
so as not to split the coupling 1s to use adjustable dies, as, for instance, 
the Armstrong pattern (figs. 5,493 to 5,495). First take a very light cut, 
then adjust dies and take one or more additional cuts to finish. The cost 
of a properly made nipple holder, such as shown in fig. 5,497, is so small 
that it should be included in every pipe threading outfit 


Calculation of Offsets.—In pipe fitting the term offset may 





Fic. 5,497.—Jarecki nipple holder for threading close and short nipples. 


be defined as a change of direction (other than 90°) in a pipe 
bringing one part out of, but parallel with the line of another. 


Thus in fig. 5,498, it is necessary to change the position of pipe line 
L, at A, to same parallel position as that of line F, because of some ob- 
struction such as the wall E, of the building. When the two lines L and 
F, are to be piped with elbows or bends other than 90°, the pipe fitter en- 
counters a problem of finding the length of the pipe H, connecting the two 
elbows A and C, also to determine the distance BC, in order to fix the 
point A, so that the two elbows A and C, will be in alignment. 


Of course in the triangle ABC, the length of pipe AC, and either offset 
(AB or BC that may be required) are quickly calculated by solving the 
triangle ABC, for the desired member, but this involves taking the square 
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root which is not understood by every mechanic, hence an easier method 
will be given for those having limited knowledge of mathematics. 


Ist Method. 
In the triangle ABC 
AC? = AB?4+ BC? 
rom. which 


AC= yAB?+BC 





Fic. 5,498.—Pipe line connected with 45° elbows illustrating offsets and method of finding 
length of connecting pipe H. 


Example.—lIf in fig. 5,498, the distance between pipe lines L and F be 
20 ins. (offset AB) what length of pipe H, is required to connect with the 
45° elbows A and C? 

When 45° elbows are used both offsets are equal, hence substituting in 


equation (1) _ 
AC = V 202+ 20? = V800 = 28.28 ins. 


2nd Method. 
The following rule will be found convenient for calculating 


45° elbows. 
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Rule.—For each inch of offset add os of an tnch and the result 


will be the length between centers of the elbows. 
Example.—Calculate length AC (center of elbows) of the preceding 
example by the above rule. 


adding this to the offset 


20 +8% = 28% C 





Fic. 5,499.—Calculated and actual length of connecting conduit with elbows other than 90° 
Note carefully the allowances or deduction from calculated length for projection of elbows. 


This is the calculated length, and to obtain the actual length, deduct the 

allowance for projection of the elbows as shown in fig. 5,499. 

3rd Method. 

This is for angles other than 45°, such as 2214, 1114, etc., 
which the pipe fitter often encounters. For such, the dis- 
tance between centers can easily be found by use of the fol- 
lowing table of constants. 
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Elbow Constants 





Anois of Ritow ici lea — 
60° 1.15 58 

45° 1.41 1.00 

30° 2.00 1.73 
221%° 2.61 2.41 
11° 5.12 5.02 

53%° 10.20 10.15 


NOTE.—In the above table the letters refer to fig. 5,500. 





= OFFSET 


Fic. 5,500.—Diagram for elbow constants. 


In using the above table, use is made of the rule which 
follows: 


Rule.— To find length between centers multiply offset by con- 
stant for the angle used. 


That is, referring to fig. 5,500. 
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AC =offset AB xconstant for AC............(1) 
BC =offset AB Xconstant for AB............ (2) 


Example.—If in fig. 5,500, the distance between pipe lines L and F, 
(offset AB) be 20 ins., what is length of offset BC, and distance AC, be- 
tween center of elbows, for 224° elbows? | 

In the table constant for AB, with 2214° elbow is 2.41. Substituting 
values in equation (2) 

BC =20 X2.41 =48.2 ins. 
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Fic. 5,501.—Two parallel conduit lines with 30° bends illustrating use of natural trigono- 
metrical functions in finding offset and length of connecting pipe. 


For distance AC, between centers of elbows, find in table constant for 
AC =2.61. Substituting in equation (1) | 
AC =20 X2.61 =52.2 ins. 
4th Method. 
Offsets may be calculated by aid of trigonometry as illus- 
trated by the following example. 


Example.—lIn fig. 5,501, two pipe lines 8 ins. apart are to be connected 
with 30° elbows. What is the length of the offset OB and connecting 


pipe OA? 
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From the accompanying table, sec. 60 =.866; length offset OB = .866 
<8 =6.928 ins. 
Again, from table sec. 60 = 2; length connecting pipe OA =8 X2 = 16 ins. 


Natural Trigonometrical Functions 











Sine Cdsine | Tangent | Secant | Degree Sine: Cosine | Tangent | Secant 
0 .00000 | 1.0000] .00000] 1.0000} 46 || .7193] .6947 | 1.0333] 1.4395 
1 |t .01745 .9998 | .01745| 1:0001} 47 .7314 | .6820 | 1.0724] 1.4663 
2 63490 .9994 | .03392 | 1.0006] 48 .7431 | .6691 | 1.3106] 1.4943 
3 .05234 | -.9986]} .05241 11.0014] 49 .7547 | .6561 | 1.1504] 4.5242 
4 06976 | .9976| .06993| 1.0021] 50 .7660 | .6428 | 1.1918] 1.5337 
8 .08716 | .9962| .08749 | 1.0038} ‘51 .7771 | .6293 | 1.2349} 1.5890 
6 .10453 .9945 | 1.10510] 1.0035] 52 .7880 | .6157 | 1.2799] 1.6243 
7 .12187 9925] .12278|1.0075} 53 .7986 | ,6018 | 1.3270] 1.6616 
8 .1392 9903 | .1405 | 1.0095} 54 8090 | .5878 | 1.3764] 1.7013 
9 21564 .9877 | 1884 | 1.0125] 55 .8192 | .5736 | 1.4281 | 1.7434 
10 {| - .1736 .9848 | .1763 | 1.0351] 56 .8290] .55392 | 1.4826] 1.7583 
- 1908 9816 | .1944 | 1.0187] 57 .8387 | .5446 | 1.5399] 1.8361 
.2079 .9781 |. .2126 | 1.0223 58 ~81S0 | .5299 1.6003 | 1.8571 
2250 .9744 | .2309 | 1.0263} 59 .8572 | .5150 | 1.6643] 1.9416 
2419 .9703 | .2493 | 1.0306] 60 .8660 | .5000 | 1.7321] 2.0000 
. 2588 ,96539 | .2679 | 1.0353 61 .8746 | .4848 1.8010 | 2.0627 
2756 .9613 | ,2867 | 1.03103 | 62 .§829 | .4695 | 1.8807] 2.1300 
2924 .9363 | .3037 | 1.0157] 63 .8910 | .4540 | 1.9626] 2.2027 
.3090 69511 | .3239 |1.0515] G4 .8958 | .4384 | 2.0503 | 2.2812 
3256 9455 | .3443 | 1.0576] 65 .9063 | .4226 | 2.1445] 2.3662 
3420 .9397 | .3610 | 1.06421 66 .9135 | .4067 }| 2.2460! 2.4586 
3584 .9336 | .3839 | 1.0711] 67 .9205 | .3907 | 2.3559 | 2.5593 
13746 «=| .9272| .4010 11.0755] 68 927 .3746 | 2.4751 | 2.6895 
" 3907 9205 | .4245 [1.0864] 69 |; .9336] 3584 | 2.6051 | 2.7904 
4067 .9135 | .4452 | 1.0916] 70 | .9397 | .3420 | 2.7475] 2.9238 
4226 .9063 | .4663 | 1.1034] 71 .9455 | .3256 | 2.9012] 3.0715 
4384 .8988 | ..4877 | 1.1126] 72 69511 | .3090 | 3.0777] 3.2361 
4530 | .8910] .5095 | 1.1223] 73 -9363 | .2924 | 3.2709] 3.4203 
4695 8829 | .5317 | 1.1326] 74 .9613 | .2756 | 3.4874] 3.6279 
4848 6746] 15543 | 1.1433] 75 .9659 | .2588 | 3.7321 | 3.8637 
.5000 8660] .5774 | 1.1347] 76 9703 | .2419 | 4.0108] 4.1336 
5150 .8572 | .6009 | 1.1666] 77 9744 | .2250 | 4.3315] 4.4454 
6299 .84S0 | .6249 | 1.1792] 7 .9781 | .2079 | 4.7016] 4.8097 
5446 68387 | .6494 | 1.1924] 79 .9816 | .1908 | 5.1446] 5.2108 
5592 .8290 | .6745 | 1.2062] 50 .98418 | .1736 | 5.6713] 5.7588 
57368 .8192 | .7002 | 1.2208] S81 |} .9877] .156% | 6.3138] 6.3924 
5878 .8090 | .7265 | 1.2361] 82 9903 | .1392 ] 7.1154] 7.1853 
.6018 .7986 | .7536 | 1.2521 §3 - 9925 | .12187 | 8.1443 | 8.2055 
.6157 (7880 | .7813 | 1.2690] 84 9945 | .10453] 9.5144] 9.5668 
~6293 .7771 | .8098 | 1:2867] 85 .9962 | .08716 | 11.4301 | 11.474 
6428 .7660 | .8391 | 1.3054] 86 9976 | .06976 | 14.3007 | 14.335 
.6561 .7547 | ,8693 | 1.3250] 87 .9986 | .05234 | 19.0811 | 19.107 
.6601 .7431 | .9004 | 1.3456] 88 .9994 | .03490 | 28.6363 | 28.654 
.6820 .7314 | .9325 11.3673] 89 .9993 | .01745 | 57.2900 | 57.299 
_ ,6947 .7193 | .9657 }| 1.3902} 90 1.0000] Inf. Inf. Inf. 
- 7071. .7071 | 1.0000 1.4]42 — — — — 





3,296 Wiring in Rigid Conduit 


Pipe Tapping.—Frequently in pipe fitting, it 1s necessary to 
cut internal threads on pipes, as in making pipe headers, lubri- 
cator connections, etc. This is called tapping, and involves; 


y. 


1. Drilling holes to correct diameter; 
2. Sometimes reaming; 
3. Cutting the internal threads by means of a tap. 


It is first necessary to know what size hole is required for 
the size of tap. 


The table on page 3,297 gives drill sizes which permit of 
direct tapping without reaming the hole beforehand. 


The Briggs standard is the standard used in the United States. 


a ee 
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Fics. 5,502 and 5,503.—Greenfield ‘‘gun’”’ tap and character ofitscut. This tap differs from 
ordinary taps in that the cutting edges, are ground at an angle ¢, to the axis of the tap 
This causes the tap to cut with ashearing motion, that is, with the least resistance to the 
thrust. The angle of the flutes deflects the chips so that they curl out and ahead of al 
tap and do not collect and break up in the flutes. 


i 
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Drill Sizes for Briggs Standard Pipe Taps 


(For direct tapping without reaming) 


ize of pipe] 44 | 44 | %1 %)%] 151% 114 2 [214] 3 1/34! 4 


ize of drill) 4} 


Size Tap 

Thches Thread Drill Thread Dnill 
\% 27 2G 28 “Ae 
_\ 18 21g, 19 “% 
% 18 °% 19 Ye 
\% 14° 11K, 14 23% 
iy setae ae 14 025% 
4, 14 20 14 "ha 
% wiles nae 14 1% 
1 1% 1% 11 1% 
1% 11% 1154 11 1 
1% 114 123 11 1% 
1% a ae 11 1316 
2 11% 2% 11 23% 
2% ve sts 11 213% 
214 8 2% 11 2256 | 
y. rn or 11 31% 
3 8 3% 11 3% 
3% Somtincs 11 3% 
314 8 31% 11 3% 
33 sla 11 4 

4 8 4% 11 414 
44 8 41\1l, 1] 434 
5 8 54 11 aK 
5% ets hes 11 9% 
6 8 65% 11 64 
7 8 15% 11 7&% 
8 8 85%, 11 85% 
9 8 95% 11 95%, 


qoute | qoeees@eee | Gees | eee oe 
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Drill Sizes for Pipe Taps 
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Fics. 5,504 and 5,505.—Pipe tap 
and pipe reamer. Do not use a 
straight tap by mistake for a taper 
tap. 


The table at the left 
(by Greenfield), gives drill 
sizes for pipe taps for both 
the Briggs or American 
Standard, and Whit- 
worth, or British Stand- 
ard. 

Figs. 5,504 and 5,505 show 


a pipe tap and reamer. 
Since the thread is 
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tapered, it might be inferred that after drilling, the hole should be ream of 
with a tapered pipe reamer, but this is not necessary if the size of the dri 
be increased slightly. ; 


4 
af ‘¥ 






In drilling a pipe for tapping, care should be taken that t i 
drill be guided in a radial direction and perpendicular to th 
pipe axis. 

Fig. 5,506 shows a pipe drilling crow designed for the purpose and 
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a 
Fics. 5,506 and 5,597.—Pipe drilling crow and method of using. The illustrations nee 
no explanation. 


5,507, pipe and drill in position. Of course where such device is not 4 
hand, various makeshifts have to be resorted to. | 


Conduit Bending.—Instead of using fittings such as elbows 
tees, Ys, etc., turns in the direction of the conduit are usuall: 


made by bending. 


NOTE.—-It is highly important that threading dies be kept in good working conc 
tion, for even with uniform pipe it 1s difficult to secure good threais if the chasers of a d 
be lacking in proper lip angle, clearance in lead or thread, have broken teeth, or if the die ] 
lacking in chip space, sufficient number of chasers, ctc. 
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To comply with the Code, the radius of the curve of the inner 
7ge of any bend shall not be less than six times the internal diam- 
‘er of the conduit. 
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GS. 5,508 and 5,509.—Austin combination pipe vise and form bender. Without removing 
conduit from the vise it can be cut, threaded, reamed and bent. The tempered jaws can 
be replaced when worn out. 


G. 5,010.—Austin conduit elbow former for 144 and 34 conduit. 


ORDINARY PIPE FITTING D7 CATCHES 
ON 
3 SHOULDER 





FISH WIRE INTERFERENCE 


I. ; 
| SNe *o "CONDUIT 
=o" WSS BEND 
cs. 5,511 and 5,512.—Comparison of elbow fitting and conduit bend. 


NOTE.—For cutting threads on regular Bessemer steel pipe, each chaser should have 
lip angle of 15 to 20 degrees; for open hearth, at least 25 degrees. By grinding a slightly 
rved lip of this angle, an easy cutting action is given to the chaser, similar to that of a prop- 
y ground lathe tool, and the effect of pushing the metal off instead of cutting it is avoided. 
there be a square corner or shoulder at the top of the lip, this should be removed, as it forms 
place where chips may lodge and piie up, resulting in torn threads and unnecessary friction 
d often in condemnation of the thread by the inspector in charge. Clearance is the space 
tween the pipe threads and the teeth of the chaser. 
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Fics. 5,513 and 5,514.—Home made and commercial forms of hickey. The home made hickey' 
consists of a piece of one inch steam pipe about three feet long with a one inch cast iron tee: 


screwed onto one end of the pipe. 

This requirement precludes even 
the use of long sweep fittings. The 
reason for this is because the Code 
requires the conduit to be installed 
as a complete system without 
the wires. Accordingly, too much 
force would be required to pull the 
wires around bends sharper than 
specified which might injure the wire 
insulation. Moreover, if an ordinary 
pipe fitting were used instead of a: 
conduit fitting, there would be diffi- 
culty in fishing, because the end of! 
the fish wire would catch against the 
shoulder presented by the end of the 


Ay conduit at the screwed joint as ir 
NN fig. 5,511. This is avoided by bend. 







ing the conduit as in fig. 5,512. 


DIRECTION :; 
OF Various types of tools knowr 


PRESSURE as conduit benders are used te 
ON HICKEY 
wd > bend conduit. They may be 
WANE ISS classified as 


Fic. 5,515.—Method of bending conduit with a hickey. In bending, the conduit to be ben 
is placed on the floor and the tee slipped over it. The workman then places one foot on th 
conduit close to the tee, and pulls the handle of the bender toward him. As the bendin 
progresses, the workman should take care to continually move the bender away from himsel: 
to prevent buckling of the conduit. 
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1. Hickeys;_ 

2. Racks; 

3. Bending block and pins; 
4. Geared benders; 

5. Form benders; 

6. Roller benders; 

7. Inertia benders. 





. i 

Fic. 5,518.—Method of bending with bending block and pins. In bending, tke pipe is heated 
in a small spot at a time on the inside of the bend, as shown by the shaced portion at E. 
If the heat extend around the outside of the pipe, this should be chilled with water imme- 
diately before bending, the object being to keep the outside cold to. prevent flattening the 
pipe while the pressure of the bending causes the inside to upset and so furnishes the shorter 
radius for the inside. Only a very small portion of the pipe can be heated at a time and 
should the pressure cause the inside to start to kink at any point, that place must be imme- 
diately chilled with water, and the bending continued further along. On account of the 
constant shifting of the heat on a very small portion at a time, the use of an oil torch for 
heating is a great advantage, as it saves carrying the pipe to and from a forge, but the latter 
can be used if necessary. 


A hickey is a form of hand bender consisting of a long lever having at 
one end a slot at right angles, which fits over and grips the conduit when 
pressure is brought on the lever or handle to bend the conduit. Fig. 5,513 
shows a home made hickey constructed out of a length of pipe and a tee. 
A commercial form of hickey is shown in fig. 5,514. The method of using 
a hickey is illustrated in fig. 5,515. 


A rack is any kind of a built up contrivance which provides two rigid 
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points for engaging the conduit so that it will be held as in a vise, when 
pressure is applied to the conduit in bending. Fig. 5,517 shows one form 
of rack. In using this device the movable arm piece M, may be adjusted 
with respect to S, most suitable to the size conduit and radius of the re- 
quired bend. 


Bending with a bending block and pins is a simple method but requires 
a careful workman to get a smooth job, and though adaptable to the 
largest sizes of pipe, may require a tedious amount of work. Two pins are 
required for the necessary leverage to pull the pipe around. The plate 
is desirable for keeping the bend in a true plane. and to form a rigid sup- 
port or anchorage for the pins. In the former method are substituted, the 





Fics. 5,519 to 5,521.—Correct method of making a quarter bend with a hickey. The pipe 
should be marked at the place where the bend is to be made, grasp pipe with hickey and 
raise pipe from floor a few inches, shift hickey and bend conduit a little more; keep shifting 
hickey until the proper bend is made. To make an offset: Stand hickey on floor in an 
upright position with the bending part up, insert pipe into opening and pull down on the 
pipe, using the length of the pipe as a leverage, having mace the bend as far as desired, turn 
the bend up and repeat as above. 
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POST SET IN 
GROUND 





"IG. 5,522.—Method of bending with jack and post support, illustrating one form of geared 
bender. 
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parts M and § for the pins. This method of bending is shown in fig. 5,517. 


Where a very heavy pressure is required as in bending large size con- 
duit, some method of multiplying the force exerted by hand is necessary 
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Fic. 5,524—Method of bending with a roller bender. Jt consists of a circular form A, with| 
bending pulley C, radially hinged at B. Owing to the considerable effort required to bend: 
pipe, the part A, must be very securely fastened to some rigid support. In bending, the: 
lever is brought over to the projection E, and pipe placed in position. Then the lever is. 
forced around in the direction from E, toward the straight pipe thus bending the pipe tc 
conform with the bending form. The pipe, of course, must first be filled with sand and 
capped to prevent buckling, and also heated if the bending radius be small enough to require 
heating. 


e 
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| as by utilizing a jack or differential chain gear. This method is shown in 
fig. 5,522 and of course there are many ways of rigging up the necessary 
; supports for the conduit and jack. 


A more refined method of bending is with a form bender in which the 
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IFiGS. 5,525 and 5,526.—Methods of bending large conduits. The conduit is placed under the 
block A and over the block B, and then bent by a downward pressure exerted at C, the con- 
duit in the meantime being gradually advanced in the direction C, to give a curve of the 
required radius. The method shown in fig. 5,526, may be used wherever a ring A, can be 
attached to a beam or girder by means of clamps or otherwise to serve as a support. 
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Fics. 5,527 to 5,529.—Methods of bending large conduits. Fig. 5,527, by heating. Large 
conduit such as sizes above 3 inches may be bent if they be first filled with dry sand to prevent 
kinking and heated until cherry red over a coal fire, then bending as shown. In fig. 5,528, 
the conduit is inserted into a ring secured to the floor and bent over a horse by pulling down 
on the end. Another method, as shown in fig. 5,529, consists of inserting the conduit in the 
V of a tree and bending by attaching block and tackle, worked by team of horses, or prefer- 
ably by a differential tackle as shown. 
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conduit is form shaped to the right curve by the curve of the bender. 
The latter is shown in fig. 5,523 together with the method of bending. 


In the roller bender, the force applied to a lever is transmitted to the 
conduit by a roller, which rolls the conduit to the required bend as shown 
in fig. 5,524. 

A unique method of bending utilizes the force due to inertia of the pipe 
as it is struck against some hard surface. This method is illustrated in 
figs. 5,530 and 5,531. 


Conduit Fittings.—By definition a conduit fitting is a box- 
like device provided with projections which have female pipe 





COUPLING 








Fics. 5,530 and 5,531 .—Inertia or anvil method of bending. In fig. 5,530 a coupling and shor": 
length of ripe are temporarily fitted on the end of the pipe, as shown at F. A short heat i il 
taken close to the coupling at G, the pipe laid over the horn of an anvil, and with a Swagi; 
and sledge the bend is started, turning the pipe over on its side if necessary to work out an}! 
kirks or flattening that may occur while this first bend is being made. The added section a: 
pipe is then removed and a quite different method continues the work, as shown in fig 
5,531. The clamped band handle H, is now bolted on some distance back from the end: 
and the pipe itself 1s suspended by a block and sling, so that it may be easily raised ane 
lowered as necessary, and must be hung from a support fac enough above it so that it may b 
swung pendulum fashion through a swing of three or four feet. A heavy wood block I, fo 

a ‘“‘butting post’’ 1s leaned up against a convenient anvil or wall, as shown. A short heat i 
ee taken on the pipe just beyond and adjoining the portion that was first bent. It is the 
swung like a ram against the block, and the force of the blow acting on the tangent of th 
first bend causes a continuation of the bending in this next section, while sufficient upsettin 
of the material takes place at the same time so that there is no flattening down of the outside 
and the pipe holds up to its full form. This same procedure is continued for one sectio 
following another, and the pipe rolls up into form as shown at J, where in this case the shade: 
portion K, indicates the place where the bending is taking’ place. 
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WIRES EASILY 
PULLED 





(IG. 5,532.—Conduit elbow with cover removed from opening. .-This makes the operation of 
¢ pulling the wires through the conduit very easy and avoids chance of injuring the insulation 
t if they were pulled around a sharp turn. 
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‘1G. 5,533.—Conduit elbow with two wire porcelain cover showing circuit outlet provided by 
this type cover. 
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threads to which the conduit 1s screwed direct. ‘They are simular 
to pipe fittings but modified to suit the condition for which 


they are intended. 





| 
Fic. 5,534.—Conduit elbow with two wire porcelain cover showing method of attaching with 
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Fics. 5,535 to 5,538.—Various covers with wire holes for conduit fitting, one to four holes. | 
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*1Gs. 5,539 and 5,540.—Cast iron fixture covers. 
‘ nipple. 


Fig. 5,539, male nipple; fig. 5,540, female 
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u : 
Fics. 5,541 and 5,542.—Receptacle and cover showing method of connecting wires to base. 
The fitting shown is an outlet coupling. 
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Fics. 5,543 and 5,544.— : 
rah Porcelain fixture covers. Fig. 5,543, male nipple; fig. 5,544, female} 
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Fics. 5,545 to 5,554.—Crouse-Hinds conduit fittings showing some of the many types. 
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A conduit fitting differs from an ordinary pipe fitting prin- 
cipally in that it has an opening with a removable cover. 


The object of thus giving access to the interior is to permit pulling the 
wires as shown in fig. 5,532. A conduit fitting thus serves to join two 
lengths of conduit, and also as a pull box. Moreover, its utility is in- 
creased by the various forms of cover made to fit over the opening. For 
instance the type cover shown in fig. 5,533 provides an outlet for a branch 
circuit. Fig. 5,534 shows how the various covers are fastened by screws. 
Covers of this type are available with various numbers of holes; single 
hole covers are suitable for drop cord purposes. 





Fics. 5,557 to 5,559.—Crouse-Hinds, Obround pattern conduit fitting showing cover and 
method of fastening. The fitting shown is properly described by calling it an ouélet coupling. 
The sectional view shows clearly the method of fastening the cover without resorting to 
internal lugs. 


Another form of cover known as a receptacle cover provides 
connection for a light bulb. Figs. 5,541 and 5,542 show the 
cover. 

To provide means for connecting fixtures along a conduit 
run, a type cover which may be called a fixture cover is used. 


These are suitable for fastening fixtures either of the rigid or chain type | 
Figs. 5,939 to 5,044 show cast iron and porcelain fixture covers. 
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The elbow shown in fig. 5,532 is a 90° elbow. There are numerous 
types of 90° elbow and elbows are also made 45°. Figs. 5,545 to 5,554, 
will give an idea of the great variety of conduit fittings available. 


An example of a T fitting, showing how a branch circuit is tapped, is 
illustrated in figs. 5,555 and 5,556. 


Code. 


(503. Conduit Work 

a. When conduit work, rigid or flexible, is the wiring method employed, the provisions of 
‘the following paragraphs of this section shall be observed. 

_ 6. Rigid conduit tube and all elbows, bends, couplings and similar fittings which constitute 
a part of the conduit system shall, unless made of non-ccorrodible metal, be suitably protected 
Jagainst corrosion inside and outside, excluding threads at joints, by an approved coating of 
}cOrrosion-resistive material such as zinc, or enamel, or by combinations of both. 

c. Flexible metallic conduit and all couplings, connectors and similar fittings which constitute 
.a part of the conduit system shall, unless made of non-corrodible metal, be suitahly protected 
.against corrosion by an approved coating of corrosion-resistive metal such as zinc. 

d. No conduit smaller than }4 inch, electrical trade size, shall be used except as provided 
for under-plaster extensions 1n section 510 of this article. 

e. Rigid conduit, as shipped, shall be in 10-foot lengths including couplings, with each end 
reamed and threaded, and shall have an interior coating of a character and appearance which 
will readily distinguish it from ordinary pipe commonly used for other than electrical pur- 
poses. One coupling shall be furnished with each length. 

f. Bends of rigid or flexible metallic conduit shall be so made, that the conduit will not 
be injured. The radius of the curve of the inner edge of any bend shall be not less than six 
times the internal diameter of the conduit. Care shall be taken to see that bends in conduit 
are so made as to avoid reducing the internal diameter of the conduit at the bend. 

g. Conduit shail be instalied as a compiete system without the wires, and shall be continu- 
ous, from outlet to outlet, and from fitting to fitting, and shall be mechanically and electrically 
connected to all fittings. The fittings connected to more than one run of conduit shall be so 
designed and connected that adequate electrical continuity from one conduit to another will 
be secured. The entire system shall be securely fastened in place. 

h. Approved outlet boxes or fittings as required by paragraphs a and Db of section 703 shall 
be installed at all outlets and switch points. 


7. A run of conduit, between outlet and outlet or between fitting and fitting, shall include 
not more than the equivalent of 4 quarter bends, the bends at the outlets or junction boxes 


not being counted. 

j. All ends of conduit shal! be reamed to remove rough edges, and where a conduit enters 
a box or other fitting, an approved bushing shall be provided to protect the wire from abrasion, 
unless the design of the box or fittings is such as to afford equivalent protection. 

k. Conduit shail be grounded as prescribed in article 9 of this code. 

!. Conduit wire shall be of approved rubber-covered type (Types R, RD, etc.), or, if ina 
permanently dry location, may be of the varnished-cambric insulated type (Type VC). A 
double braid shall be provided for conductors larger than No. 8 and for all twin, twisted or 
multiple-conductor cables. Slow-burning insulation (Type SB wire) may, however, be used 
in permanently dry and excessively hot locations by permission of the authority enforcing 
this code. All wires of No. 6 or larger shall be stranded. There shall be no splice or tap within 
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the conduit proper. 


coverings (Type RL). 


m. Wires shall not be drawn in until all mechanical work on the building which is liable 


to injure the wires has been completed, as far as possible. 
n. Wires of different systems shall not occupy the same conduit. 


Different systems are those which derive their supply from (1) different sources 
of current, (2) transformers connected to separate primary circuits, or (3) trans- 


formers having different secondary voltages. 


o. When alternating current is to be employed, all conductors of a circuit shall be placed 


within one conduit, except as provided in section 510 of this article. 


It is recommended that this course be pursued in the case of direct current also, 
in order to obviate induction troubles if a change is made to alternating current 


at a later date. 


| p. Except in the case of stage pocket and border circuits and flasher and carriage-call wires 
and elevator control wires or by permission of the authority enforcing this code, one conduit 
shall not contain more wires than as.specified in Table 1 of this section. 


. Qe. Size of Conduits for the Installation of Wires and Cables. 


The following tables apply only to complete conduit systems, and do not apply 
to short sections of conduit used for the protection of exposed wiring from me- 


chanical injury. 


TABLE 1. .TWO-WIRE AND, THREE-WIRE- SYSTEMS, 










Number of Wires in One Conduit 


1j2}sjeisofel7|eto 


Minimum Size of Conduit in Inches 


Size of Wire 














































c tt, | tm 
72 1 1%|14|1% 
72 1 1%4|1%/}1% 
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1 2% 1/2213 |3 |8 
2442/3 13 [3 | 3% 
3 13 [3 | 3%] 3%] 
3 {3 13%] 3%) 4 
200000 C. M. 3 13721 3%/ 4 
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350000 
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450000 
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950000 
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With flexible metallic conduit in wet or damp places wires shall have lead 
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TABLE 1. TWO-WIRE AND THREE-WIRE SYSTEMS, 
Number of Wires in One Conduit 


sworwne [a] [3 ]els[el7]syo 


Minimum Size of Conduit in Inches 
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1000000 2 4 
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1200000 24% 1434 
1250000 215 | 4% 
1300000 2% | 4% 
1400000 2% | 4% 
1500000 2% 14% 
1600000 2% | 5 
1700000 3 5 
1750000 3 5 
1800000 3-15 
1900000 : . 
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TABLE 3. STAGE POCKET AND BORDER CIRCUITS, 
AND ELSEWHERE BY SPECIAL PERMISSION. 


Maximum Number of Wires in Conduit 


Inch Inch mee cg {Inch 
1144 Vy, 3 


Size of Wire 


ll 19 26 43 95 


15 34 77 
12 | 3 27 60 
22 49 

29 





Where single conductor, single braid, solid wires only are used, four No. 14 wires may be 
installed in a 44-inch conduit and up to seven No. 14 wires in a 34-inch conduit. Three No. 
12 wires may be installed in a 14-inch conduit, four No. 10 wires in a 34-inch conduit and three 
No..8 wires in a 34-inch conduit. 


For groups or combinations not included in the above tables, consult the au- 
thority enforcing this Code. For such groups or combinations, it 1s recommended 
that the conduit be of such size, that the sum of the cross-sectional areas cf the 
several conductors will not be more than 40 per cent. of the interior cross-sectional 
area of the conduit. 


7. Wires in vertical conduits shall be supported at the following intervals: 


No. 14 to No. O not greater than 100 feet 
No. 00 “ No. 0000 80 

No. 0000 “ 350000 C. M. ‘ “ « 60 * 
350001 C. M. “ 500000 C. M. . . a * 5D: - & 
500001 C. M. “ 750000 C. M. : : « 40 & 


above 750000 C. M. 35 


The following methods of supporting cables are recommended: 


1. By approved clamping devices constructed of or employing insulating 
wedges inserted in the ends of the conduits. 


2. By inserting junction boxes at the required intervals in which insulating 
supports of approved type are installed and secured in a satisfactory manner to 
withstand the weight of the conductors attached thereto, the boxes being pro- 
vided with covers. 


3. Jn approved junction boxes, by deflecting the cables not less than 90 degrees 
and carrying them horizontally to a distance not less than twice the diameter of 
the cable, the cables being carried on two or more insulating supports, and addi- 
tionally secured thereto by the wires if desired. 


s. Vertical wires of No. 1 or larger shall not be deflected where they enter or leave a cabinet 
unless a gutter having a width in accordance with the following table is provided. 


NO 
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Minimum Width of 


Feeder Size (A.W. gauge) Gutter in Inches 

DP te caaies nent a at eeutardedhs ene da tei: Sa oe niiynesiee eas aru ee ee 3 

= ZOO OOO: CIV is. 5d ks Bee lek et eet Ese Bae enter elo fa acl 4 
211,600 cm. to 500,000cm................... 00 cee ee 6 
600,000 cm. to 900,000 cm................. 00. e eee 8 

1,000,000 cm..to 1,400,000 cm............. 0... cee ee ee eee 10 

1,500.000 cm. to 2,000,000 cm................... tea dia eee 12 


TEST QUESTIONS 


. Is there any difference between rigid conduit and or- 


dinary wrought pipe? 


. What are the requirements for good rigid conduit? 
. What knowledge must the electrician possess to install 


rigid conduit? 


. What operations are included under the term pipe 


fitting’? 
How should conduit be cut? 


. If a pipe cutter be used, what precaution should be 


taken? 


. Describe the cutting of threads on conduit. 
. Give various methods for the calculation of offsets. 
. What are the natural trigonometrical functions and 


how are they used in the calculation of offsets? 


. In making turns in a conduit line, are such fittings 


as elbows used? 


. What is the minimum radius allowed by the Code? 
. Mention the various methods used in bending conduit. 
. What is a hickey? 


. Describe methods of bending conduit with a form 


bender and with a roller bender. 
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15. 
16. 


17. 
18. 


19. 
20. 


aa 
22; 


23. 


What is a conduit fitting? 

How does a conduit fitting differ from an enenet 
pipe fitting? 

What is the object of giving access to the interior of a 
conduit fitting? 

What are the various forms of covers used on conduit 
fittings? 

Describe a receptacle cover. 

How are wires connected to the base of a receptacle, 
cover ? | 

Describe in detail an outlet coupling. | 

Describe the method of tapping a branch circuit with 
conduit ‘T. 

What is the difference between a male nipple and 
female nipple?.. 
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CHAPTER 116 


House Wiring 


' The wiring of finished houses 1s not as easy as 1t may appear, 
e ‘~ b 

Ss there are no two houses built alike, and there are no two 

viremen who would wire the same house in the same manner. 
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Fic. 5,560.—Plan showing one floor of a dwelling wired with conduits. The numbers 
on the various outlets indicate the number of lamps supplied. The wiring is carried out 
‘ on the loop system, and it will be noticed that no branches are taken off between outlets. 
Four circuits are used in order that there may not be more than ten lamps on any one circuit. 
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Then there are numerous setbacks that make it difficult to 
proceed with the work quickly, such as parquet floors, double 
floors, clogged partitions and other obstructions which are met 
with but if the instructions be carefully followed no difficulty 
will be experienced. 


By laying out the job and drawing a rough sketch much labor and ma- 
terial will be saved. 


In many cases the only instructions given the electrician who does the 
wiring is simply a plan showing the location and number of lights, from | 
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Fic. 5,561.—Two wire parallel system as used in isolated plant. 
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Fic. 5,562.—Double throw switch for use in isolated plants when auxiliary power is used fron 
the central station in case of breakdown. 


F1G. 5,563.—Double throw three pole switch for use in isolated plants where auxiliary power i 
brought in through three wire system. The side of the switch controlling the current i 
bridged as shown. 
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which he must figure out how to install them using the least amount of 
material and labor consistent with a good installation that will pass in- 
spection. 

It should be ascertained how many sockets are to be attached to each 
outlet, as the code allows only 660 watts to each 2 wire circuit on 40 watts 
per socket; base plugs are counted as sockets. 


After having laid out the number of lights per circuit and the number 
of circuits, the center of distribution should then be found—if a large 
house having over 4 circuits, 1t is advisable to install a panel board that will 
feed the various circuits; this panel should be installed at a central point. 
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Fic. 5,564.—Three wire convertible, or three wire two wire system; used to advantage where 
power is supplied from an outside source and brought in through the three wire system. 
The only difference between the three wire convertible, and the straight three wire system 
is that the center or neutral wire of the mains and feeders should have a current capacity 
equaltothe othertwo. JYhe reason for this is that it allows the system to be readily changed 
over to a two wire system for use in connection with a private plant. 


Fic. 5,565.—Diagrafi showing reinforcement of neutral wire necessary to change regular three 
wire system to two wire system. The capacity of the neutral wire must equal that of the 


sum of the two other wires.. 


Panel boards in loft buildings or in any building requiring 8 to 10 circuits 
to a floor should be distributed one to a floor. 


In a building covering a large area it is often advisable to install two 
panels or centers to a floor, with two sets of feeders. It 1s advisable to 
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keep circuit lengths down to 100 feet or less, and the judicious laying out 
of circuit centers will save many feet of wiring. 


The distributing centers or cut out cabinets should be installed near a 
partition that is so located as to make the running of risers easy, and should 
be on an inside wall to guard against dampness. 


If only one distributing point be used, it should be either in the cellar 
or attic and nisers:run to the different floors. 


In private houses it is sometimes advisable to install only one panel for 
the entire house. This 1s good practice for a three story house not requiring 
over twelve circuits. 
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TAPE EXPANSION ANCHORS 
WRAPPING CHOR 
INSULATOR PORCELAIN TUBE 

BRACKE 


RUBBER COVERED~” \ 
WIRE \ 


DRIP LOOP 
CEMENT MORTAR 
SWITCH 
FUSE 
Fic. 5,5€6.—Tube service entrance for single wire installation. wr 


In some cases it is not advisable to install a panel, but to bring the wires 
down to the cellar, to the meter board where fuse blocks for the various 
circuits are installed on the meter board. 


Service Connections.—By definition a service is that portion 
of the supply conductors which extends from the street main or 
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duct or transformers to the service switch, switches, or switchboard 
of the building supply. 

There are numerous methods of making service entrance into 
buildings, and they may be classified as , 


1. Tube; 





Fics. 5,567 to 5,569.—Pierce house racks and 
insulators for service connections showing 
one, two and three wire installations. . 





2. Conduit. 


a. Overhead; 
b. Underground. 


Fig. 5,566 shows a tube service entrance for a single wire. 
The essential requirements are 
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1. Dead end insulator to carry the strain 


2. A connecting loop projecting downward forming a “‘drip’’; 


3. Extra insulation as porcelain tube where wire passes 
through building; 


4. Porcelain knob to keep wire away from wall and prevent 
strain on the switch connection 
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Fics. 5,570 to 5,573.—Method of installing Pierce wire holder insulator 
fig. 5,573. 


5. Cut out switch 


3 7 First a jab, fig 
5,570; then a few turns, fig. 5,571; tighten with screw-driver, fig. 5,572; and tie in the line 


The conduit overhead service entrance 1s tne most satisfactory metho 
of bringing in service wires from overhead lines. 
service. 





If it become necessar 
to install new wires the change is more easily made than with the tut! 
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Rigid conduit is used extending from the cut out switch to 


‘1 point at least eight feet above the ground. 


The wires enter the conduit through a fitting called a service cap, as 
shown in fig. 5,574 to protect the wires where they enter the conduit and 


also to prevent water entering the conduit. 
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Fic. 5,574.—Service cap as used in overhead conduit service. Note porcelain with holes 


through which the wires enter. 


Fic. 5,575.—Overhead conduit service entrance showing fittings used and connection with the 


switch box. 


To install a conduit service entrance, a hole should be drilled 
or bored through the wall where the conduit 1s to pass. 
The conduit may then be bent so that the end passing through the wall 


extends 3% inch inside the main line switch cabinet. Instead of bending 
the conduit, the turns may be made with an approved conduit L fitting 


(not a common pipe elbow) as shown in fig. 5,575. 
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The end of the conduit is secured to the switch box by means of a lock- 
nut and bushing. The locknut is screwed on the conduit before it enters 
the switch box. The bushing is placed on the end of the conduit inside of 
the switch box. This bushing is made to protect the wires where they leave 
the pipe, and should be screwed up tight with a pair of gas or combination 
pliers. The locknut is then drawn up against the wall of the cabinet until 
the conduit is held securely in the switch box. 

That portion of the conduit which is on the outside of the building is 
held in place by means of pipe straps, which in turn are fastened with 
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Fic. 5,576.—Fittings used in securing conduit to switch box. 


screws. The L condulet must be of the weather proof type. Figs. 5,577 
to 5,579 show one type of L condulet. This fitting is made weather- 
proof by placing a rubber gasket between the body of the fitting and the 


cover. 


Underground service entrance consists of a run of conduit | 
extending from the street manhole to the switch box. 


Wires encased in a lead sheath are pulled in. These wires must be 
continuous without a splice. The conduit should be placed deep enough 
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(at least 30 inches) so that there is little chance of anyone coming into 
contact with it, while digging the ground for pavement or other such pur- 
poses. Care should also be taken to close the openings around the con- 
duit where it passes through the wall. The space between wires and 
conduit at either end should be sealed co prevent sewer gas entering the 
building. 


Fig. 5,580 shows a typical underground service entrance. 


Feeders and Mains.—In making a feeder layout for a large 
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Fic. 5,577.—Weather proof L condulet for making 90° turn. It is the equivalent of a 90° 
pipe elbow designed to meet the electrical requirements. 


Fics. 5,578 and 5,579.—L condulet gasket and cover fastened with screws. 





building, a good method is to draw an elevation of the build- 
ing as in fig. 5,581, and note on each floor the current require- 


ments. 


The best plan is to furnish a feeder for every floor, especially in large 
installations. In smaller installations one or two feeders are sometimes 
all that are required. 
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Feeders for motors should be independent of lighting feeders. In calcu- 
lating sizes, feeders requiring over 2 inch pipe should not be used. It is 
better to subdivide them, especially if there be many bends or offsets, since 
two inch pipe is about the limit in size for economical handling. 


Feeders should radiate from a distributing panel, having a proper sized 
switch and fuse for each feeder. 


lf the system of wiring be such that auxiliary power is taken from a local 
lighting company. it 1s a good plan to have each circuit controlled by a 
double throw switch so that 1n case of overload, any circuit can be fed from 
the illuminating company’s mains as in fig. 5,562. 
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Fic. 5,580.—Underground service entrance. 


It is advisable to install feeders and mains in conduit even though the 
circuit wires be run otherwise. Since the former carry the main supply 
of current it is important to have them well protected as they usually 
run up side walls. 


The Underwriters make numerous restrictions against open or moulding 
work on brick walls and require good protection, and this is an additional 
reason for piping the mains and feeders. 


In laying out the branch circuits, it is not good practice to use up the 
Underwriters’ circuit allowance of 660 watts. 


If a circuit be wired with the full allowance of lamps, no additions could 
be made without violating the Code requirements. 
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Locating Outlets.—If concealed wir- 
ing 1s to be installed, the outlets should 
be marked on the ceilings and walls 
with a pencil cross at the spot, mark- 
ing also the location of switches, etc. 


If a ceiling outlet is to be placed at the 
center of the ceiling, it is first located on the 
floor and then transferred to the ceiling by 
means of a plumb bob. 


Furring Strips.—After locating the 
outlets a small portion of flooring is re- 
moved to find out whether or not there 


are seven-eighth inch furring strips be- 


tween the joists and the ceiling plaster. 


i Frc. 5,581.—Diagram showing current required on each floor of building. A sketch of this kind 


is useful in laying out the feeder system. 





Fic. 5,582.—Method of locating outlet with a compass. 


BU. 


CEILING 







1 









~ 






MAGNE TIZED 
FILE 


| j 





j 


a 





A strongly magnetized file is placed 


at the point selected for outlet, then by exploring on the floor above with a compass, the 
needle will be agitated when moved directly over the file. 
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Ifa house have hot air registers set in the floors, they may be lifted up, 
instead of taking up flooring. If it be found that there are furring strips,, 
much labor will be saved, as the wires may then be fished from outlet to 
outlet and little flooring need be removed. All houses, however, are not! 
so built, so in case there be no furring strips it will be necessary to take! 
up the floor and bore a hole in each joist or beam. 
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Fic. 5,583.—Installation of wooden cabinet containing fuses and cut out switches for each 
circuit. The term cut out box is usually applied to boxes designed for surface mounting 
and accommodating only a few circuits, but it is also frequently used to designate the smaller 
and cheaper forms of boxes used in concealed work. The above box is lined with asbestos 
or metal. The mains and the branch circuits are led into the box through porcelain tubes. 
The finished box has a wooden door lined with fireproof insulating material, such as slate 
or asbestos board, and is finished on the outside to harmonize with the adjacent trim. 


Cutting the Outlets.—After locating the centers for the out- 
lets, the plaster must be cut out so that the outlet box will 
set in. 


For this purpose a special tool has been designed; this plaster drill is 
constructed so that it may be fitted over a gas pipe, the cutters are ad- 
justable so that any size hole may be cut. A bell shaped cup catches 
any dirt that may be removed so that a neat and clean Job is made if a 
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Fic. 5,584.—Marking for outlets and method of locating ceiling outlet on floor and trans- 
ferring it to the ceiling with plumb bob. 





MARKS ON. WALL 
SWITCH tie | 
BOX ° 





Fic. 5,585.—Marking plaster for fixture outlet box. 
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drill of this type be used. But if a plaster drill be not obtainable, the outlet - 
box should be traced over with a pencil similarly as in fig: 5,585 and the 
plaster should be chiseled around this mark with a 14 inch blade screw 
driver. 


Taking Up Floor.—Various kinds of flooring are to be en- 
countered in wiring houses. 

In those built previous to 1875 the floor boards are as wide 
as 10 to 12”’ and are smoothed edged, unlike the present day 
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Fics. 5,586 and 5,587.—Floor saws. Fig. 5,586, ordinary compass saw. It should be about 
8 to 12 ins. long, very thin blade and tapered to }4 in. at the end; fig. 5,587, special double 
edge saw for finished floors. 


Fics. 5,588 and 5,5389.—Method of working the double edge saw. Fig. 5,588, starting the cut 
with back edge; fig. 5,589 finishing cut with front edge. 


type of board which has a tongue and groove. This type of 
flooring 1s very simple to take up. 


If when cutting the outlets, a small hole be bored through the ceiling 
and the bit pushed up till it comes in contact with the flooring of the room 
above, and this flooring be also bored, it will show where to take up the 
flooring to install the wires when they run parallel with the joists. When 
the wires must run perpendicular to the beams all the flooring must be 
taken up so that the holes can be bored in the joists through which the 
wires must pass. 
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Floor planks are properly removed by driving the nails down 
with a nail set and lifting up the board. 


If double floors be encountered, it will be found very difficult as double 
floors are constructed of hard wood such as oak, or maple, and must be 
handled with extreme care and patience. For this type of floor, the tongue 
is split by inserting a carpenter’s floor scraping blade, which is a sheet 
of steel about 46 X!/,5,’’. These can be purchased at any hardware store 
at a small sum. 


The scraper should be hammered down so that the tongue is split, both 
sides of the board should be split, so that no difficulty will be experienced 
when lifting up the board. 
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‘1G. 5,590 and 5,591.—Two methods of cutting tongue of floor planks. Fig. 5,590, with chisel 
at angle—this cuts off tongue and also lower lip of adjacent plank; fig. 5,591, with scraper 
making a vertical cut. 


After both sides of the board that is to be removed have been treated 
as above, a floor chisel should be inserted where the ends of the board 
meet with another and the board gently raised. 


In raising the board, it is better to take time and proceed 
autiously, as the finest floors may easily be ruined by 
aving one board split, chipped or marred. 


Before the boards are removed, they should be numbered or marked 
so that they will go back in place without any confusion. They should 
be placed in a safe place until ready to lay back the floor. 


Holes for wires should be bored in the center of the joists so that when 
laying back the flooring, the nails will not penetrate the metal sheath 
and short circuit or ground the wires. 


Cutting Pockets.—The center of each pocket is indicated by 
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the small hole which was bored through the flooring when 
cutting the ceiling outlets. 


In opening a pocket in. holes are bored to insert a keyhole saw through 
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Fic. 5,592.—Sectional view showing method of cutting a pocket or opening in floor for the 
insertion of wires. 


the joint between two boards at each end of the pocket, and as near the 
beams as possible, then the board is cut at an angle as indicated in fig. 5,592. 


Next saw the tongue of the matched board on each side and pry 
up the boards with a chisel. Having taken up the boards, nail a cleat 
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on the side of each joist as in fiz. 5,593 so ‘that when the floor is laid back 
there will be a good support. 


A base board is next installed as in fig. 5,593 to give a secure hold for the 
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Fic. 5,594.—View of completed pocket and ceiling outlet showing method of bringing out 
the wires. 
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screws used in fastening the fixtures. Two holes are then bored diag- 
onally with an !/,. inch bit, inserting the bit in the small hole bored in the 
ceiling as in fig. 5,592. The outlet wires are then tied around the knobs, 
the upper ends being bared and tapped on to the main wire. A piece of 


loom is slipped on each outlet wire after which it 1s thrust through the 
outlet as in fig. 5,594. 
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KNOCKOUT 


KNOCKOUT CAP 


Fics. 5,595 to 5,597.—Methods of removing knockouts and cetail of knockout cap. Knock- 
outs are )% inch, 34 inch and 1 inch in size for the accommodation of different sizes of pipes. 
There are also concentric knockouts which make it possible to accommodate any one of 
several sizes of conduit. Not more than the necessary number of knockouts should be 
uncovered. In case some that are not used are removed, the holes must be closed. This 
can be done by inserting a knockout cap. 
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Fic. 5,598.—Austin universal box cleat used chiefly for side wall construction; can also be 


used on ceiling work. By nailing it across the front of joists a flush position for the box is 
obtained. | 


Installing Outlet Boxes.—To comply with the Code a box 
called an outlet box must be installed at each outlet. 
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Outlet boxes for loom wire are shallow iron boxes about 14 
wnch deep and made in two diameters, 31% inch and 4 inch. 


The base of the smaller box ordinarily has one knockout for a 1% inch 
pipe at its center. This is to allow a gas pipe to pass into the same outlet, 
if necessary. There are also six knockouts for loom to pass into the outlet. 


The larger box is similar to the 3% inch size, but there are eight knock- 
outs for loom. No knockouts are placed in the side wall of either box. 
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Fics. 5,599 to 5,602 .—Application of Austin straight bar hanger and view of stud and lock- 
nut. All four knockouts are accessible in standard outlet boxes; especially suited to loom 
box, all eight knockouts can be used. 


One knockout is removed for each wire, but no more should be removed 
than are necessary. If more be removed than are used, the box will be 
condemned by the inspector, unless the holes be plugged with metal. 


Some boxes are equipped with clamps for fastening the loom, 
others are plain, and some other means of holding the loom in 
place is needed. 


Each box has small holes in the base for fastening fixture studs and for 
fastening the box to a hanger. Some cities require deep outlet boxes for 
certain light outlets, such as for bracket lights. These boxes are 3 and 
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4 inches in size and about 114 inches deep. They are made in several 


shapes, such as round, octagonal and square. ' 


For light outlets, the round and octagonal boxes seem to be preferred, 
This is probably due to the fact that the covers or trims for the round 
box also fit the octagonal, while the square box requires a different cover. 
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Fics. 5,603 and 5,604.—Austin ‘‘Economy”’ old work hanger. Application: The plaster is 
opened only large enough to permit the stud to pass through. ‘The stud is then slipped 
up the end of the bar as shown and the assembly slipped through the hole. When the box 
is in a horizontal position, the wire teader is drawn through the stud. This slides the bar 


into position and centers the stud on the ber. The outlet box is fastened to the stud with 
a locknut and secured tightly in place. 


re OBS cape 
Te iio ae 


‘ mt . 4 3 <, ‘ 


Fic. 5,605.—Adapting ring. 
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The base and the walls contain knockouts ranging from the loom size 
to the 34 inch pipe size. Outlet boxes like loom boxes are punched for 
fastening fixture studs, and also for fastening to outlet box hangers. 
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(Fic. 5,606.—Fixture stud for supporting fixtures to outlet boxes. 


Fic. 5,607.—Insulating joint. This fitting is used for fixture work. Insulating joint should 
be tested before being used. 
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Fic. 5,608.—Method of installing outlet box. 1. Cut out plaster to circle located as in 
fig. 5,584. After lath is exposed, remove a small piece of lath, or bore holes in lath for the 
flexible conductor entrance. These holes should register with the two knockouts previously 
removed from the box for the entrance of the conductors. The size of the cut out plaster is 
exaggerated for clearness. 


Fig. 5,582 shows the method of locating an outlet box. 
After the plaster has been removed, the outlet box should 
be set 1n, so that it will fit snugly. 
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The Code requires that the lower edge of all outlet boxes should not be 
set back in plaster any farther than 4 inch. 


The box should be fitted to the hole in the plaster, and the lath should 
then be marked and notched out with a jack knife to allow the cable to 
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Fic. 5,609.—Method of installing outlet box. 2. Place box in position so that the holes 
from which knockouts were removed register - the holes cut out of lath. Secure box to 
cleat with screws having previously attached the fixture stud as shown. 
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F1G. 5,610.—View of outlet box with gas clamp attached, the fitting used when installing box 
at gas outlet. 
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properly pass through into the box. Securing outlet boxes to laths is not 
allowed as this is not considered as a support, and in time will loosen up 


the plaster. 
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Fics. 5,611 to 5,613.—Method of installing an outlet box in unfinished frame building. 
Having marked the position of the fixture outlet on the floor as in fig. 5,611, remove neces: 
sary knockouts from box and attach fixture stud. Nail a metal adjustable -box hanger (if 
available) to the under side of joists, asin fig. 5,612, so that center of hanger will come in 
correct position. Attach box to hanger, asin fig. 5,613. If the box hanger have a fixture 
stud, none is required in the box, but the center knockout must be removed, and the box 
attached to hanger with locknut on the hanger fixture stud. Pass through box the flexible 
conductors or attach conduit as in fig. 5,613. 
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The only places where a board is not required is where an outlet happens 
to be located on a beam, joist or stud. Side lights can be located on up- 
right studs which are the best supports to be obtained. It is not always 
possible to locate outlets on joists, and still have the outlet in the center, 
for this reason outlet boards should be installed. These should be very 
carefully installed so as not to mar the ceiling. 

Where the outlet is to be made to existing gas pipe outlets combination: 
boxes should be used. No board is required, and the box must be se- 
curely fastened to the gas pipe. 


Where the plaster is broken it should be repaired with plaster of Paris.: 
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Fic. 5,614.—Outlet box installed at gas outlet. 





Fic. 5,615.—Austin straight bar hanger and stud. The stud is slotted allowing free movement. 
along the bar, yet may be easily tightened by the locknut in any selected place, making it | 
possible to set box at desired spot although conduit may bear a little off length. 


There is a multiplicity of outlet box types designed to meet 
the varied requirements. 


Cutting Out Switch Box Outlets.—This is a difficult opera- 
tion and must be performed carefully. 

After having first ascertained that it is possible to drop down 
the partition, 54 inches is measured up from the floor, the 
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Fics. 5,616 to 5,619.—Methods of installing switch box in unfinished 
wall. Fig. 5,616 using wooden laths; fig. 5,617 wooden block at back 
of box; fig. 5,618 metal box cleat; fig, 5,619 combination switch cover. 
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FLASH LIGHT 


Fic. 5,620.—Exploring with fash light and mirror. If there be only one pocket cut, place mirror 
and hold flash light asat A. In case there be a second pocket as at B, the flash light may be 
placed at S, supported on a brick or other object. 


3,344 House Wiring 





queer eweeew ~ 


| @ 
SCREW USE 6*I, SCREW 
DRIVER 











(ly 






foo] 
CENTER CASE IN 
WITH LATH LATHS CUT POSITION 

AWAY FLUSH WITH. 
WALL 
‘t 
nm 
FLOO 







nee ene area 
pb Eh 







STUN UTIL PITT Tit itu TNEOCERERGCRUR RO RRARAS OD ECESO”, 


Sore 2 
Meee 


LEER IF LES 


Fics. 5,621 to 5,626.—Method of cutting out wall case outlet as described in the accompanying 
text. 
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Fics. 5,627 to 5,631.—Method of passing by cross stud in partition when plaster must be 
cut. Locate cross stud as in fig. 5,627, 414 ft. below ceiling. Witha sharp knife cut hese 
paper along two diagonais AC, and BD. Thoroughly moisten paper with a sponge. Pee 
hack the ends 1,2,3,4, to the position shown in fig. 5,629 and fasten with pins. Cut out 
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plaster is punctured with a screw driver. If the screw driver 
go between the lath, another hole should be punctured, and 
so’on until the plaster has been broken away and shows a 
whole lath; now take the wall case and center the 
lath with the center of the wall case, with a pen- 
cil, run over the outer edges of the wall case. 
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Now with a hammer and screw driver, carefully 
g chisel out the plaster on the pencil lines. After the 
= plaster has been removed, with a fine key hole saw, 
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Fics. 5,633 and 5,634.—Two methods of passing by cross stud in par- 

tition: 1, by inserting from above a long pipe and breaking stud by 
Sees hammering; 2, by boring up from cellar with brace and bit having 
a long extension. 
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Fic. 5,632.—Exploring with flash light in side wall of house. bs 


Fics. 5,627 to 5,631.—Text continued. 


the plaster in the square thus opened and cut a channel in the cross stud as in fig. 5,630. 
Fish in the cable as in fig. 5,631, replaster and fold back wall paper, pastirg it to cover the 
square just plastered. 
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Fic. 5,635.—Device for examining partition interiors. A pocket flash lamp and a little mirror 
are the only apparatus required to inspect the interior of a wall or partition which would 
ordinarily be inaccessible. For fishing wires, retrieving cable and inspecting finished work, 
the lamp and mirror will be found most useful. . ¢ 


Fic. 5,636.—Exploring in partition for cross stud. 
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Fics. 5,637 to 5,6440.—Method of passing by cross stud in partition when wires are run next 
to a door. 
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carefully cut away the center whole lath, after this has been cut 
away, the other lath should be trimmed with a sharp jack knife so that the 
box fits snugly. The ears of the box should be adjusted so that the box fits 
just flush with the finished plaster. Now screw box to lath with 114 inch 
No. 6 wood screws, any larger than these will crack the lath. 


Obstructions in Partitions.—In the older houses constructed 
when builders had some regard for strength, partitions were 
reinforced with cross studs so that it is impossible to get by 
them. 
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Fic. 5,641.—Exploring between inner and outer walls with mouse. At A, an obstruction is 
encountered. This must be cut or bored to permit wires to pass. It may be reached by 
removing the base board, or may be bored from above with a multi-extension bit. 


When a cross stud is encountered, the switch outlet may be located above 
the stud, the standard height being 54 inches above the floor. 


Before attempting to drop down a partition it should first be ascertained 
whether or not a cross stud or concrete, mineral wool, brick or rubbish 
filling, is in the partition. A hole is drilled in the top header of the parti- 
tion and a string with a lead weight lowered, if the weight reach the floor 
(this can be ascertained by sound) the partition is clear. . 
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Fics. 5,642 and 5,643.—Boring through partition shoe with ‘‘door knob bit’”’ so as not to 
disturb base board when wires are to be run from floor pocket into partition. Fig. 5,643, 
detail of door knob bit. 
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Fic. 5,644,—Method of dropping down a part- 
ition that has headers, also showing method 
of bringing circuits down to meter. 
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Dropping Wires Down Outer Walls.—First a hole should be 
bored in the header and the mouse lowered until it reaches the 
cellar, or hits an obstruction. 


Usually obstructions are encountered as fire stops are placed at each 
floor to prevent the enclosed space acting as a flue in case of fire. These 
stops usually consist of 2X4 strips or brick. To reach them the base- 
board must be removed. This is easily pried off with a floor chisel, some- 





Fics. 5,645 to 5,648.—Method of making a snake. Hold wire in flame till cherry red (fig. 5,645) 
bend to shape (fig. 5,646); heat again (fig. 5,647), and submerge end in cold water while 
cherry red (fig. 5,648). 


OPEN HOOK 
\s 


Fics. 5,649 and 5,650.—Open and closed snake hooks. The open hook is used in hooking 
one snake to another. The closed hook is used for fishing. 


CLOSED acai 





times it is necessary to set in the nails with a nail set. If walls be of brick, 
the entire distance from attic to cellar may be fished with a steel fish 
or snake wire, as the laths are attached toa / strip which 1s nailed to the 
brick. 


Fishing.—This is a method of running wires through walls, 
floors and ducts by the aid of another wire called a snake or fish 
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wire attached to the conductors, threaded and drawn Hough 
in advance. 


Snake or fish wires are made of the best steel and tempered in oil. All 
snakes should have a hook bent at each end, and to do this the wire must 
first be annealed. 


The proper method of annealing is to hold the end of the snake in the 
flame of a torch until 1t becomes cherry red, then bend into shape, heat 
again to cherry red color and quickly insert the heated end in a pail of 
water; this hardens the wire, so that the hook will not pull apart. 
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Fic. 5,651.—Method of janine end of snake. 
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Fic. 5,653.—Fishing from cutlet to outlet. 
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Snake wire may be obtained in various shapes but the type best adapted 
for house work is % inch wide, !/;, inch thick. 


_ The proper way to attach the wires to be pulled into the snake is to 
just loop them through the hook of the snake and fold them over with 
pliers. 


If wires are to be pulled through a long run, they should be taped. 
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Fic. 5,654.—Methad of tishing in wires without removing floors or base board. The fish or 
snake wire is pushed up from cellar and hooked as shown. This method is only possible 


when there are no headers. 
Fic. 5,655.—Method of fishing in wires through headers. 


In fishing in a house constructed with furring strips between 
the joists and ceilings there will be plenty of room to draw 
through the loom or cable. 


Furring strips in old houses having single floors will be found to run 
parallel with the floor boards. 
After having cut the outlet as just described, a steel wire or snake. 1s 


inserted into the hole so that it may be pushed into the space made by the 
furring strip, having inserted the end of the snake, it is gently pushed as 


3,352 House Wiring 





far as desired; if the snake encounter an obstruction, it may be caught: 
against a piece of plaster or become twisted. 


With a little practice a snake may be fished over 50 ft. with ease, having 
reached the outlet, another snake or piece of wire is pushed up into the 
hole at the outlet and the snake is hooked, and then gently drawn through 
the outlet; the wires are then attached and pulled through. If aman be 
at each end considerable labor will be saved. 
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Fics. 5,657 to 5,659.—-Method of using steel fish bit. After boring through as in fig. 5,657, 
thread end of wire through hole in bit (fig. 5,658), and withdraw bit bringing with it the wire 
that 1s to be passed through the bored hole as in fig. 5,659. 








LATH AND 
PLASTER 


When pulling through the wires it is also necessary that some one be at 
each end so that one may feed the wires in and the other will pull them out. 


The wires should be gently pulled so no damage will be done to the 
plastered ceiling. 

If, in pulling the snake, the wires get stuck, the snake and the wires 
should be pulled back and forth as most likely the wires are caught against 
a plaster clinker. This operation will break off clinkers. 
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Sometimes a whole house may be fished without taking up any floors. 
but it may be necessary to take off base boards and flooring to drop down 
to the meter board or switch outlets. 


Sometimes it is necessary to use two snakes on long runs and hook them 
underneath the ceiling. 


In this case the ends of the snakes should be connected to a bell and 
battery so the bell will ring when the ends touch each other. 


Switches for Lighting Installation.—Plug fuse switches are 
only approved for use on voltages up to 125 volts and to 
stand a load of 30 amperes. 
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Fic. 5,660.—Installing switch box in base board. 1, mark outline of box on base board; 2, 
bore two holes as shown to start saw; 3, saw to outline; 4, clear opening to bring box flush; 
5, install box in opening after removing suitable knockouts. 


In the case of a fair size residence a 30 ampere switch of the plug type 
could probably be used (note types of switches optional with local 
central stations). 


In the case of a large installation having a load exceeding 30 amperes, 
cartridge fuse switches and cut outs must be used. 


These are designed for pressures up to 600 volts. 


Cut out boxes usually have ¥% in. knockouts; if a larger size conduit 
be used, these knockouts must be enlarged by reaming unless boxes with 
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larger size knockouts be obtained. The conduit 1s secured to the box 
by two lock nuts and a bushing. 


Wires leaving the cut out box should pass through porcelain insulators 
or bushings. 


The box should be secured to the board by means of 34” wood screws. 


The switch or cut out should be secured in the box by means of holes 
drilled or punched through the box, wood screws passing through the cut 
out box and screwed into the wood meter board will securely hold any 
cut out or switch. 





F IG. °0,661.—Right and wrong way of installing knife switches. They should always be 
installed so that gravity tends to open them, otherwise when the hinges become worn, the 
switch might close. 


Installation of Knife Switches.—When installed in a ver- 
tical position, the switch should be so placed that gravity will 
tend to open it. 


Where a three wire switch is used, the middle or neutral fuse clip must 
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be made solid so that no fuse may be installed in the center clip (this is 
for lighting installations on a single phase ora d.c. system). 


Installing Flush Switches and Receptacles in Wall Cases.— 
Care should be taken that the switch fits flush with the edge 
of the plaster. In order for the switch to fit flush, the case 
should fit flush, otherwise it will be necessary to insert small 
washers under the switch ears. 
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Fic. 5,662.—Two family house meter board arrangement as used throughout Connecticut; 
note method of service pipe and meter loop arrangement. 


Switch plates will not fit properly unless the switch be flush; if the switch 
be not flush, the plate will buckle and bend in the center. 


Perfect fitting switch plates give an artistic and workmanlike appear- 
ance to any installation. 


Meter Boards.—A meter board should be constructed of 


3,356 House Wiring 





seven-eighths inch soft wood (pine) of sufficient size to accom- 
modate the meter and cut-out boxes. 


Secure the board against the foundation wall of the building. Paint 
board two coats of black asphaltum or other insulating paint. Do not 
nail boards to foundation wall unless there be an air space back of it. 
The use of 24 studs makes a secure board. For one single meter, a 
board 2418 is amply large with room to spare for future additions. The 
main switch is mounted on the left side of the board. All modern meters 
feed the left for mains, and feed out to the right for house cut outs: Do 
not place a meter board any higher than 7 ft., or lower than 4)4 ft. 


Replacing Floors and Trim.—In replacing floors, small fin- 
ishing nails should be used; these are inconspicuous and will 
not split the wood while being driven. 





RAGGED CRACKS FINISHED . SURFACE 


Fic. 5,663.—Appearance of a varnished base board after nails are driven out, The proper 
way is to leave nails in the board, cutting them off close with cutting pliers. 


When replacing base boards and other finished trim that has been pried 
off do not attempt to drive back the nails, but cut them off with cutting 
pliers, as driving the nails back will knock off large chips from the trim. 


After the nails have been cut off, the head-of the nail should be set in 
with a nail set.and a new nail driven in the same hole. 


Hard wood floors and trim should be gone over with floor wax to remove 
all scratches and mars. 


Drop Cords.— Where the wires enter a socket, rosette, or an 
outlet box, they should be relieved of any strain by making 
an Underwriter’s knot so that the weight of the socket, shade 
and lamp will not be on the joint. 
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Square or granny knots are not approved, sockets may be 
obtained with strain relief devices attached. 


| Stripping Drop Cord.—With a sharp knife cut around the outer braid 
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Fic. 5,664.—Drop cord fixture leaving conduit outlet box cover. A porcelain bushing must 


be used with all metal covers. 
y "i 
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Fics. 5,665 and 5,666.—Cone dirt catcher for bit and application in boring ceiling outlets. 
It consists of a suitable size cone, made of stiff cardboard and provided with a guide A, 
to hold it central with the bit. Attached to the lower end is a cloth tube B, which is fastened 
with a string to the shank. Fig. 5,666 shows the cone in use. 
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just deep enough to cut the braid and re-enforced rubber covering. Then 
cut a slit parallel with the cord just deep enough to cut only the outer 
braid. Remove outer braid and with each hand, pull on each wire and re- 
enforced rubber braid will fall away. About 2 ins. is sufficient for sockets, 
and rosettes; 6 ins. to be allowed where the cord 1s to be spliced to other 
wires such as in outlet boxes, etc. 


Uses of Drop Cord.—For inside of residences, re-enforced cotton cord 
can be used with a light outer braid. For factories, the heavy type should 
be used. For cellars, the slicked or weather proof type should be used. 
For bakeries or places where wires are subjected to a great heat or where 
the cord is attached to heating appliances, regular asbestos heating cord 
must be used. 


For auto garages, extra heavy marine deck cable should be used, or the 
same encased in a specially wound metallic sheath. 


For show windows B. X. drop cord must be used. 
Clusters of more than one light must not be attached to drop cords. 


Drop cords may be extended from their outlets to another position by 
means of ceiling buttons. 


Fixture Wiring.—Chain fixtures must be wired with flexible 
cord preferably single conductors so that each one may be 
laced through each link of the fixture chain. Chain fixtures 
are suitable for show windows. 

One-eighth inch trade size sockets should be used so that 
loops may be screwed into the socket caps. 


Chain fixtures that are attached to concealed knob and tube wiring or 
wooden moulding may be attached with fixture crow feet or tripods. 


If the ceiling be of metal or plaster containing metal lath, a fibre or 
rubber canopy insulator must be used. Brackets or side wall fixtures 
must be wired with No. 18 fixture (solid) wire or larger. The ends of all 
pipes and bodies being reamed so that the burrs will not cut into the in- 
sulation. Pendants or fixtures that are constructed of tubing must be wired 
with solid fixture wire. 


Combination fixtures that are attached to gas pipes must be equipped 
with insulating joints so that the fixture will be perfectly insulated and free 
from grounds, likewise must all fixtures that are attached to metal outlet 
boxes of B. X. and conduit wiring or knob and tube wiring where the fixture 
is to be secured to a gas pipe. 
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Fusing of House Circuits.—For lighting circuits no fuse 
larger than 10 amperes may be used except with special per- 
mission from the local inspector or where all the lights are 
controlled by one switch; also no lighting circuit should have 
a load in excess of 660 watts except in factories where all the 
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Fic. 5,667.—Wiring for heat appliances; plan of first floor. The location of the outlets is of 
importance. Usually a flush receptacle in the base board meets the requirements. Where 
several heating circuits are used it is essential that an appliance taking a large current be not 
placed on the regular lighting circuit. To guard against this possibility, special receptacles 
should be installed, constructed for plugs which will not fit any other receptacle. 


lights are connected with porcelain sockets and a wire not 
smaller than a No. 14 1s used, but in houses the 660 watt rule 


must prevail. 
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Thus on a 110 volt system it is best to figure 7 amperes per circuit. 


For each circuit a cut out must be provided. These cut outs must be 
installed in metal cabinets or boxes and preferably mounted directly on 
the meter board. Cut out boxes should not be mounted any higher than 
7 ft. from the floor and no lower than 4})4 ft. 


If the cut outs be grouped in one box, all over 4 circuits must have a 
box with a gutter around it unless a box be made so that the wires enter 
opposite the cut out terminals. 


The use of water or gas pipe fittings on services is prohibited. 


Main switches should be fused in accordance with the carrying capacity 
of the wires to which they are connected, according to the following: 


Fusing Table 
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Fics. 5,668 and 5,669.—One method of pre- 
venting flexible tubing working through ‘the 
plaster. Where separate outlet holes are bored 
as at Mand S, cut the tubing along the line 
ABCD, as in the detail fig. 5,668. When 
the tubing is placed in position the narrow 
strip connecting BC will prevent the tubing 
working up through the plaster. 





Fic. 5,670.—Supported 
and unsupported conduc- 
tors illustrating the re- 
quirement as to flexible 
tubing. Unless the wire be 
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M and S, so that it will not 
come less than 1 in. from 
the wood work, it must be 
encased in flexible tubing 
extending the entire length 
between outlets. Putting 
in short pieces of tubing at 
the outlets as at Aand B. 
will not pass inspection. 
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Types of Fuses.—Plug fuses are largely used for loads up 
to 30 amperes at pressures up to 125 volts. 


Cartridge fuses are used up to 1,000 amperes and up to 100,000 volts. 
Drop cord rosettes used in mills are fused with fuse wire or links which 
screw under the terminals on the rosette. The largest size fuse wire per- 
missible is 3 amp. size. : 


Small transformers for wireless work, bell ringing, etc., should be fused 
with the minimum size fuse permissible, which is 3 amperes. 


Notes ; 


NOTE.—Sewer catch basin covers and street manhole covers may be used as a bending 
device, the pipe being inserted through the holes in the covers, and weight borne down on pipe. 


NOTE.—To prevent terminal lugs becoming dirty and covered with solder they should 
be covered with laundry soap before applying heat of torch. | 


+e 


NOTE.—A handy angle soldering copper may be made from an ordinary soldering copper 
by cutting a 90° V notch at about the middle of the copper and bending over 90°. 


NOTE.—Metal tubing may be easily broken apart if a notch be filed all around the outer 
‘surface with a 3 cornered file. 


NOTE.—An old umbrella inverted and hung on a gas fixture will prevent dirt and plaster 
‘falling on the floor while cutting out around gas pipes. 


NOTE.—Temporary service may be obtained from burnt out plug fuses by inserting a 
‘penny under the blown out fuse and screwing same down well. 


NOTE.—To prevent ceilings and walls becoming scorched while soldering with a torch, 
a sheet of asbestos board should be held around and above joint to be soldered; sheet tin may 


be substituted. 


NOTE.—By cutting off the head of a tenpenny nail and inserting nail in a brace, it may be 
used as a wood drill through any kind of soft wood; try it. 


_ NOTE.—Broken screws or bolts may be removed if a slot be cut into the screw with a 
hack saw; use the thumb nail as a guide for the saw, after a deep slot is cut, insert screw driver 
into slot and remove broken screws. 


NOTE .—Locking screws that work loose, such as on fans and motors, may be locked in 
place if chisel marks be made opposite the slots. 


NOTE.— Mica washers may be obtained from old burnt out fuse plugs, for repairing elec- 
tric iro1.s and appliances. 


NOTE.— When short a lock nut, rather than go back to the shop, cut a lock nut from a 
coupling with a hack saw. 


NOTE.—Porcelain tubes may be cut off if they be scratched with a file and heated in a 
flame; a sharp blow at point of scratch, when cooled, will break off part not desired. 
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Notes.—Continued. 


NOTE .—Pulling in wires in fixture arms after first having tried to push wires in. If found 
difficult, drop a piece of pull chain, such as used on pull chain sockets; this will easily slide 
through any bend; attach wires to end and pull through. 


NOTE.—Splits in hard wood floors and trim may easily be repaired by using common 
pins in the same manner as nails. 


NOTE .—Plaster of Paris may be prevented hardening by mixing a little lime with the 
plaster. Plaster surfaces may be smoothed off with a brush soaked in water. 


NOTE.—Stillson wrench jaws that do not grip can be made like new by filing out the 
jaws with a three cornered file. 


NOTE .—+« brick drill may be easily made from any piece of scrap water pipe by cutting 
a number of notches on the end; use a hack saw and a three cornered file. 


NOTE.— Wood bits may be sharpened with a fine manicuring file; never file the a 
surface of a bit as it makes the cutters smaller and will be more difficult to turn bit throug 
hole, as twist of bit is larger. 


NOTE.—Vinegar (white) may be used as a substitute soldering flux, so may bicarbonate 
of soda or borax. : 
4 


NOTE.—Stripped threads on screws or bolts may be replaced by filling in worn and 
stripped threads with hard solder and rethreading. 


NOTE.—Driving a nail in brick walls. If it do not hold, another nail should be driven 
diagonally across the nail so that it will cross and bind the nail; this method is very effective 
and secure. i 


NOTE.—A 20 penny nail makes a good substitute for a prick punch for punching holes in 
cut out boxes. Nails also may be used as nail sets. 


NOTE.—A good meter board paint may be made by dissolving lamp black in gasoline. 
This also makes a good motor paint. 


NOTE.—Cutting a line shafting. To cut off a section of line shafting, a hack saw should 
be held on the place to be cut and the shaft should be run by power; this will cut off the shaft 
smoothly and quickly. 


NOTE.—Old broom sticks cut up into pieces 4 inches long are good plugs for concrete 
walls to fasten outlet boxes and pipe, etc. 


NOTE .—Knife sharpener. A common porcelain tube may be used for the frequent 
sharpening of a knife blade dulled by scraping insulation and wires. 


Code. 


Article 4, Services and Service Equipment (not over 600 Volts). 
401. General. 


a. The wiring in any building or group of buildings, including the service connections thereto, 
shall be so arranged as not to serve as a shunt around any street fuse or switch. 
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b. No overhead service, no underground service, and no service from an isolated plant shall 
supply one building through another, except when such buildings are under single occupancy 
or management. Conductors in conduit or duct placed under 2 inches of concrete beneath a 
building, or buried in 2 inches of brick or concrete within a wall, shall be considered outside 


‘the building. 


c. No building shall be supplied from the same exterior distribution system through more 
‘than one set of service conductors, unless a separate service is required for fire pumps, or for 
‘emergency lights, as required by Section 3902, or unless capacity or emergency requirements 
make multiple services desirable, or unless there are different transformers or sets of multi- 
‘phase transformers. 


d. If supplied by more than one set of service leads at the same side of a building, the service 
‘equipments shall be grouped (except for fire-pump service, which may be isolated) and the 
‘type of service separately indicated. 

3 


402. Overhead, from Main to Building. 


a. Approved weatherproof or approved rubber covering shall be employed on single wires, 
and approved rubber covering on multiple-conductor cables. Wires shall not be smaller than 
‘No. 10 if of soft copper, or smaller than No. 12 if of medium or hard-drawn copper. 


6b. Wires or cables shall not approach nearer than 8 feet to buildings over which they pass, 
_and if attached to roofs thereof, shall be supported on substantial structures. 


It is recommended that wires passing over a building be supported on structures 
which are independent of the building. 


c. When a service from overhead supply wires to a building is carried underground, the 
portion of the wires underground and running up the pole to a point at least 8 feet above the 
ground shall be suitably protected from mechanical injury and shall be protected from mois- 
ture by a covering of lead or other means approved for the purpose. 


d. Multiple-conductor cables shall be kept at least 6 inches from adjacent woodwork and at 
least 12 inches from overhanging projections of combustible material, unless fittings approved 


for the purpose are used.’ 


403. On Exterior of Building. 


a. Wires or cables which are liable to contact with awnings, swinging signs, shutters or 
other movable objects, shall be enclosed in approved conduit. All conduit systems on exterior 
of buildings shall be made weatherproof. 


6. Open wires shall not be within 8 feet from the ground, shall not be readily accessible and 
shall not be subject to mechanical disturbance. If exposed to the weather they shall be supported 
on approved insulators, racks, brackets, or other supports approved for the purpose. Such sup- 
ports shall be placed at intervals not exceeding 9 feet and shall separate the wires at least 6 
inches from each other and at least 2 inches from the surface wired over; provided, however, 
that supports may be placed at intervals not exceeding 15 feet if they hold the wires at least 12 
inches apart. Open wires if not exposed to the weather may be supported on glass or porcelain 
knobs placed at intervals not exceeding 414 feet and maintaining the wires at least 1 inch from 
the surface wired over. 


c. Multiple-conductor cables run on the exterior of building walls shall not be within 8 feet 
from the ground, shall not be readily accessible, and shall not be subject to mechanical disturb- 
ance. They shall be supported at intervals not exceeding 15 feet. Unless provided with metal 
sheath or armor they shall be mounted upon insulating supports so as to be separated at least 
2 inches from the surface wired over. 
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d. Open wires on exterior of buildings shall have approved rubber or weatherproof coverings 
for single wires and approved rubber coverings for multiple-conductor cables. 


e. Rigid conduit systems made weatherproof shall be used for wiring on exterior of building 
where open wiring cannot readily comply with the above requirements or where the voltage ex- 
ceeds 600, and may be used in lieu of such open wiring under any conditions. 


404. Entrance. 


a. All service wires shall enter the building at a point as near as practicable to the location 
of the service switch. Service conductors may be run through but shall not be run within a 
building wall unless in conduit embedded in brick, tile, concrete, or other fire resistive con- 
struction, or unless protected by fuses at the outer end of the service conduit. 


b. Wires entering building shall be rubber covered from the point of support on the outside of 
the building nearest the entrance to ue building. The service wires shall be not smaller than 
No. 8. 


c. Where a run of grounded rigid service conduit is interrupted by metallic Mexible conduit 
the two ends of rigid conduit thus interrupted on the end of the rigid conduit and the service 
entrance cabinet if the flexible conduit shall be connected thereto shall be bonded together by a 
copper wire not smaller than No. 8 using approved clamps or other approved means, and 
both the bonding devices and bonding wire shall if exposed to mechanical injury be effectively 
protected therefrom. 


d. Overhead wires shall enter buiidings only in rigid conduit or as separate individual wires. 
Where open wires are used, drip loops shal! be formed on the individual wires which shall then 
pass upward and inward through slanting, non-combustible, non-absorptive insulating tubes. 
Where rigid conduit is used it shall have weatherproof threaded joints and be equipped with 
2pproved service head. 


Where service switch is inside building, it is recommended that conductors en- 
tering the building from overhead lines be encased in approved rigid metal conduit. 


e. Where a conduit enters from an underground distribution system, the end within the 
building shall be sealed with suitable compound so as to prevent the entrance of moisture and 
gases. 


f. Where conduit is used to contain service conductors, the inner end of the service conduit 
shall enter a terminal box or service switch cabinet or be made up directly to an equivalent 
device, enclosing all live metal parts, and shall be electrically connected to the box or equivalent 
device, unless isolated from conducting surfaces and unexposed to contact by persors or ma- 
terials which may be in contact also with other conducting surfaces, including the terminal box 
or equivalent device. | 


g. Service conduit shall be grounded unless isolated from grounded surfaces, and unexposed 
to contact by persons or materials which may be in contact with other conducting surfaces, and 
containing no wire of more than 150 volts to ground and no wire of an ungrounded circuit ex- 
posed to or connected to other circuits of more than 150 volts to ground. Conduit and metal 
pipe if not electrically connected to an interior conduit system shall be considered sufficiently 
grounded if containing lead-sheathed cable bonded to a continuous underground lead-sheathed 
cable system. 


It is sometimes advisable to insulate interior conduit or sheathing from service 
conduit or sheathing to prevent burnouts of small interior conduit, armored 
cable sheaths, or metal moulding by large currents which might flow from exterior 
conduit to interior conduit and waterpipes. 
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05. Service Equipment. 


a. In this section the word ‘“‘switch’”’ shall be construed as including a circuit-breaker that is 
‘apable of manual operation. 


6b. A service switch shall be provided for each set of service conductors and shall indicate 
wlainly whether it is open or closed. The switch or switches shall be placed at the nearest readily 
iccessible point to the entrance of the service, either inside or outside the building wall and 
shall be of a type approved for the prevailing conditions such as exposure to the weather. 
Chis switch shall be installed in one of the following ways: 


1. As an air-break or oil-immersed switch enclosed in a metal case; 


2. As an air-break or oil-immersed switch mounted on a switchboard or panel- 
board which is accessible to qualified persons only. 


c. A service switch shall simultaneously interrupt all conductors of the circuit in which it is 
‘nserted and disconnect the meter and overload protective devices, except that 


1. Where the switch, fuses and meter are combined in an approved device or 
compact combination of such devices having no live parts or wiring exposed, and 
capable of being sealed or locked, the switch may be so connected that it will not 
disconnect the fuses or the meter from the supply line; and the potential coils of the 
meter may be connected on the supply side of the service cutout: 


2. Where the switch and fuses are mounted in an approved cabinet having no 
live parts or wiring exposed and capable of being sealed or locked, the switch 
blade may be omitted in any grounded conductor of a direct-current or single- 
phase circuit or any grounded neutral if other approved means is provided within 
the cabinet for disconnecting such conductor. 


3. Where a service switch is mounted on a switchboard, the switch blade in 
the grounded conductor may be omitted if other approved means is provided on 
the switchboard to disconnect the grounded conductor. 


4. In buildings served through 2, 3, or 4 meters from a single set of service 
conductors not exceeding 150 volts to ground, the service conductors may be run 
to a separate switch and cutout for each meter if grouped at the point of entrance. 
The service run shall be continuous to the last service switch and cutout or to the 
bus on a switchboard, but taps may be made to the individual service switches. 


In installations involving more than 4 meters the entire current shall be taken through 
one main entrance switch. 


5. A switch controlling a 3-wire direct-current or a 3-wire single-phase system 
may be so designed that one outside conductor can be opened without opening the 
other. 


d. A service switch shall be enclosed and externally operable unless made inaccessible to 


other than qualified persons. A service switch shall be readily accessible and externally operable 
unless additional switches are provided for control of all individual feeders and circuits sup- 
plied through it, as recommended below. 


It is recommended that where the current of a single circuit, or group of circuits; 
is separately metered, as in apartment-house installations, a switch and cutout 
be installed to control each separately metered installation; the switch and cutout 
being enclosed and the switch being externally operable. The location of this 
switch and cutout may, or may not, be close to the meter. 


3,366 House Wiring 





Code.—Continued. 


e. The service switch shall have sufficient capacity to rupture a current equal to the capacity 
of the cutout base or to the rating of other type of protective device in series with it. 


f. Each ungrounded service conductor shall be protected by a fuse or automatic overload 
circuit-breaker arranged to cut off the current from all circuits fed through it, and from alj 
devices in such circuits other than the service switch and, under the conditions specified in 
paragraph (c) 1, of this section, the meter. Fuses, where used, shall be controlled by the sery- 
ice switch except where they are located at the outer end of the service conduit or as specified 
in paragraph (c) 1 of this section. A circuit-breaker, where used, shall be controlled by the 
service switch unless it 1s manually operable. 


g. When the service fuses are locked or sealed or are located at the outer end of the service 
conduit, branch fuses connected on load side of meter shall be accessible to persons concerned 
and shail be enclosed in an approved casing or cabinet. If the installation consists of a single 
branch circuit, fuses snall be inserted in series with the service fuses and shall be of smaller 
capacity. These fuses need not be at the meter but shall be accessible. 


h. No fuse or automatic overload circuit-breaker shall be placed in a grounded service wire 
except a circuit-breaker which simultaneously opens all conductors of the circuit. 


t. Where not located on a switchboard or panelboard, accessible only to qualified persons, 
live parts of switches, buses, fuses, cutout bases, and automatic overload circuit-breakers shall 
be enclosed so that they will not be exposed to accidental contact. The enclosure shall be 
grounded in accordance with the method for equipment grounding given in Article 9. 


Exception: 


Grounding may be omitted where enclosures are isolated from conducting surfaces and unex- 
posed to contact by persons or materials that may be in contact with other conducting surfaces 
including other enclosures, conduit, etc. and where also the voltage does not exceed 150 volts 
to ground and no contained live parts are connected to ungrounded circuits exposed to more 
than 150 volts to ground. 


7. Amanually operable automatic overload circuit-breaker may be used in place of both serv- 
ice switch and fuse, and shall be of a type approved for this use. 


k. In a property comprising more than one building under single management and which 
has a generating plant or is served by a master service, the conductors running from one build- 
ing to another shall not be considered as service conductors, in that fuses or automatic overload 
circuit-breakers will not be required where these supply the wiring installation within any build- 
ing, provided that the fuses or circuit-breakers next back on these conductors properly protect 
the conductors within that building, and provided that each such set of conductors is separately 
controlled by a suitable feeder-control switch which is readily accessible to those persons 
using that installation. Such switch may be located at the entrance of the conductors to the 
individual building or farther back on the feeder concerned. This rule includes garages and 
similar outbuildings of residential installations. 


i. When service wires carry a voltage exceeding 600 volts between conductors, the require- 
ments of section 5,009 of Article 50 of this Code shall apply. 


406. Hazardous Locations. 


@. Service entrance equipment shall not be placed in the class I locations defined in para- 
graph (b) of section 3,201 of article 32 of this code. (See paragraph b section 3,203.) 


b. When it is necessary to place service entrance equipment in the class IT or class III location 
defined in paragraphs (c) and (d) respectively of section 3,201, the provisions of paragraph 
(b), section 3,204, and paragraph (b), section 3,205, respectively, shall be observed. 
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613. Demand Calculations for Feeder Sizes. 


a. General and definitions. 


Demand Factor. The demand factor of any system or part of a system, is 
the ratio of the maximum demand of the svstem, or part of a system, to the total 
connected load of the system, or of the part of the system under consideration. 


1. This section discusses ‘‘estimated or calculated”’ demand factors rather 
than measured demand and corresponding demand factors according to the 
above definition. 


2. For conciseness the caJculated demand factor will be referred to hereafter in 
this section as the ‘‘demand.”’ 


3. The ‘‘demand”’ values given in the following paragraphs of this section are 
those percentages of the total load upon the conductors as computed on the basis 
of watts for the area and the occupancy as in the following and which may reason- 
ably be expected under the conditions indicated. 


4. The word ‘‘Area’’ means gross area, which shall be determined by the outside 
dimensions of the building and by the number of floors. Unoccupied cellars, un- 
finished attics, and open porches need not be included in this computation. 


5. All conductors of an interior wiring system, also including overhead service 
conductors between the service head and the service switch, and underground 
cenductors between buildings under one ownership or management, mains, 
feeders and sub-feeders, up to the final distributing center, are referred to herein as 
feeders. 


6. Scope and application. 


Voltage drop due to length of feeders has not been considered. However, it is 
recommended that the outside feeder conductors shall be of such size as to cause 
not more than 3% voltage drop up to the final distributing point on any feeder 
after the demand, if any, has been applied. 


1. This rule applies to an interior wiring system which supplies both lights 
and appliances on the same circuits, but does not include capacity for industrial 
or other apparatus reguiring special circuits. The calculation of current load for 
ranges is treated in item 15 of the Table of paragraph d-3 of this section. 


. 2. The values and ‘‘demands”’ set forth in this section are based on average 
load conditions and may be used safely for all installations which have been ad- 
equately designed. However, if at any time after the equipment is put in service 
it shall be found that conductors are of insufficient capacity to carry the actual 
load without over-fusing, they shall be increased to comply with the require- 
ments for overload protection applying thereto. In any event the size of feeders 
shall be sufficient to carry, without overheating, the loads imposed upon them. 


| It is recommended that a diagram showing contemplated feeder details be 
furnished the authority enforcing this code as necessary advance information. 
This to show: 


Area in square feet 
Computed load 

Demand selected 

Load after applying demand 
Sizes of conductors 
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c. To determine the size of feeders that supply both light and power loads, the current in am- 
peres for the lighting load shall be determined as specified herein, the current in amperes for the 
power load as specified in paragraph k of section 808, of this code, and the sum of these shall 
determine the size in accordance with section 612 of this article. 

d. 1. The current load for lighting and appliances shall be determined in ac- “ 
cordance with the following tables and under conditions specified for each, unless 
the authority enforcing this code shall decide that conditions require larger sizes 
and shall specify the sizes to be used. 


2. Current-carrying capacities to prevent overheating shall be determined in 
accordance with section 612 of this article. 

3. The sizes of feeders shall be not smaller than as determined by the areas @ 
supplied, multiplied by the ‘‘demand’’ values tabulated below representing the 
watts or fractions of a watt per unit of area for each kind of building and occu- 
pancy served. 

Table of Required Minimum Watts Per Unit Area and Demand Factors Applying: Thereto. 

1. Buildings constructed and used for single family dwellings: 

One watt per square foot, plus 1,000 watts for appliances. 

For area of 2,000 or less square feet, demand 100; for all excess over 2,000 | 
square feet, 60. 4 

2. Buildings constructed and used for multi-family dwellings (other than 
hotels): One watt per square foot, plus 1,000 watts per apartment for appliances. 

For area of 2,000 square feet, or less—demand 100. 


For that part of the area in excess of the first 2,000 square feet, a demand of 
70, provided the number of apartmerts does not exceed ten. If the number of 
apartments is between 11 and 40, the second factor (70) shall.be 60. For 41 or more 
apartments, the second factor (70) shall be 50. The demand for each feeder shall 
be determined in the same manner, 1.e., by the area and the number of apartments 
supplied. 


3. Apartments Hotels (having provision for individual electric cooking): 
One watt per square foot, plus 1,000 watts per apartment for appliances. 
For area of 2,000 square feet or less, demand 100. 


For that part of the area in excess of 2,000 square feet, a demand of 70, pro- 
vided the number of apartments does not exceed 10. If the number of apartments 
is between 11 and 40, the second factor (70) shall be 60. For 41 or more apart- 
ments, the second factor (70) shall be 50. 


te 


4. Hotels (having no provision for individual electric cooking): 
One watt per square foot, except for the ballrooms. 
For areas 10,000 square feet or less per feeder, demand 100. 


For that part of the area in excess of 10,000 square feet and not more than 
50,000 square feet per feeder, a demand of 80. | 


For the éxcéss above 50,000 square feet per feeder, a demand of 70. 

5. Stores and Department Stores (excluding Display Cases and Show- Window 
Lighting): Two watts per square foot. 

To this shall be added an allowance for special display lighting as follows: 

Counter Cases (silent salesmen): 25 watts rer linear foot. 

Wall or Standing Display Cases: 50 watts per linear foot. 
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Show Windows: See Item No. 6 below. Demand 100. 


6. Show Windows: 200 watts per linear foot, measured horizontally along the 
base of the show window—demand 100. 


7. Office Buildings: 2 watts per square foot. 
For areas 10,000 square feet or less per feeder—demand 100. 
For all excess above 10,000 square feet per feeder—demand 70. 


8. Industrial Commercial (Loft) Buildings: One watt per square foot—cemand 
100. 


For the purpose of this section an industrial commercial building is defined 
as a building of more than one floor used for manufacturing or r merchandising, Oc- 
cupied by more than one tenant. 


9. Garages: 14 watt per square foot, exclusive of the machine shop or c. :splay 
rooms if any—demand 100. 


10. Hospitals (except in the operating suite and X-ray department): 34 watt 
per square foot. 


For areas of 25,000 square feet or less per feeder—demand 100. 
For the excess area above 25,000 square feet per feeder—demand 60. 


11. Schools: 144 watts per square foot. For areas of 10,000 square feet or less 
per feeder—demanda 100. 


For the excess area above 10,000 square feet per feeder—demand 50. 

12. Storage Warehouses: 44 watt per square foot. 

For areas of 50,000 square feet or less per feeder—demand 100. 

For the excess area above 50,000 square feet per feeder—demand 50. 

13. Factory Buildings: Feeder sizes shall be based on the specific load which 
they are to serve. 

For the purpose of this section a factory is defined as a building or a portion of a 
building occupied by one tenant, which is used for manufacturing purposes. 

14. Other Kinds of Buildings and Occupancies: Theatres, churches, and other 
places of public assemblage, ballrooms, dance halls, restaurants, club and lodge 
rooms, community centers, armories, libraries, operating suites and X-ray depart- 
ments in hospitals, etc., and buildings for special purposes, such as banks, motion 
picture studios, etc., vary so widely due to geographical location, individual re- 
quirements, architectural and ornamental treatment, that no standard has been 
established upon which the watts per square foot may be determined with ac- 
curacy. Therefore, the feeders for these and other buildings or occupancies not 
listed above, shall be determined by the specific load which they are to serve and 
as ordinarily computed. This applies also to special uses, such as flood and out- 
line lighting, signs, etc. 

15. Electrically Heated Cooking and Baking Appliances: The sizes of feeders 
supplying electrically heated cooking and baking appliances, each rated at more 
than 1,650 watts may be determ’ned on the basis of the demand values shown 
in the following table: 


Number Demand Number Demand 
Ranges Factor Ranges Factor 
1 — 100 14 — 42 
2 — 100 15 —~ 40 
3 — 95 16 — 39 
4 — 90 17 — 38° 
5 — 85 18 — 37 
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Number : Demand Number Demand 
Ranges Factor Ranges Factor 
6 — 80 19 — 36 
7 — 75 20 —— 35 
8 — 65 21 — 34 
9 — 55 22 —~ 33 
10 — 52 23 — 32 
11> — 48 24 — 31 
12 — 46 25 — 30 
13 — 44 Over 25 — 30 


The following examples illustrate the application of the table. In these ex- 
amples the 2-wire system has been used solely for simplicity of illustrations. The 
same general method of calculation may be applied to other systems of distri- 
bution, such as 3, 4 or 5-wire. 


Example No. 1. A dwelling having an area of 4,500 square feet, exclusive of 
unoccupied cellars, unfinished attics, and open porches. 


AREA IN SQUARE FEET, 4,500 x 1 watt—sq. ft. =4,500 watts 
Allowance for appliances =1,000 watts 





COMPUTED LOAD =5,500 watts 


DEMAND SELECTED FOR THIS OCCUPANCY, first 2000 
square feet—Demand 100. Excess above 2,000 square feet— 
Demand 60. 

4,500 square feet area 
—Z2,000 square feet at 1 watt—sq. ft. x1 
(Demand 100) =2,000 watts 





2,500 square feet at 1 watt—sq. ft. x 0.6 
(Demand 60) =1,500 watts 


Allowance for appliances 1,000. watts 


\ 





LOAD AFTER APPLYING DEMAND 4,500 watts 


For 110-volt, 2-wire system: 
4,500 watts +11Q volts =40.9 amperes. 


SIZE OF CONDUCTORS =2-No. 6. 
(From table No. 612 of allowable carrying capacities of wires.) 


For 220-volt, 2-wire system: 
4,500 watts +220 volts =20.45 amperes. 
SIZE OF CONDUCTORS =2-No. 10. 
(From table No. 612 of allowable carrying capacities of wires.) 
For 110-220-volt, 3-wire system: 
4,500 watts +2 x 110 volts =20.45 amperes. 
SIZE OF CONDUCTORS =3-No. 10. 
For 100-220 volts, 4-wire, 3-phase system: 
4500 +3 x 110 volts =13.63 amperes. 
SIZE OF CONDUCTORS =4-No. 14. 
(From table No. 612 of allowable carrying capacities of wires.) 


The above calculation does not take account of ranges or other appliances 
using more than 1,650 watts each. 
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t Article 7. Boxes, Cabinets, and Outlet and Terminal Fittings. 


701. Construction of Outlet, Switch, Junction and Pull Boxes and Outlet and Ter- 
minal Fittings. 


a. Boxes and fittings unless of corrosion resistive metal shall be well galvanized, enameled, 
‘or otherwise properly coated, inside and out, to prevent oxidation. 


It is recommended that the protective coating be of conductive material, such 
as cadmium, tin or zinc, in order to secure better electrical contact. 


6. Boxes and fittings not over 100 cubic inches in size, shall be composed of pressed steel, not 
! less than No. 14 U.S. Sheet Steel Gauge (0.078 inch) in thickness or of cast metal, having 
t a wall thickness of not less than inch. 


c. Boxes of over 100 cubic inches in size shall be composed of metal and shall conform to 
thé requirements for cabinets and cutout -Foxes, except that the covers may consist of single 
flat sheets secured to the box proper by screws, or bolts instead of hinges. Boxes having covers 


- of this form are for use only for enclosing joints in wires or to facilitate the drawing in of wires 
. or cables. They are not intended to enclose switches, cutouts or other control devices. 


d. Covers of boxes and fittings shall be of a thickness at least that specified for the walls 


> of boxes of the same material as that used for the cover and of the size under consideration, or 
- shall belined with firmly attached insulating materiai not less than !/32 inch in thickness. Covers 


wl 


we 


-— 


of porcelain or other approved insulating material may be used if of such form and thickness 
as to afford the requisite protection and strength. 


e. Covers of outlet boxes and outlet fittings having holes through which flexible cord pen- 
dants may pass, shall be provided with approved bushings or shall have smooth, well-rounded 
surfaces, upon which the cord may bear. Where wires other than flexible cord may pass through 
a metal cove;, there shall be provided a separate hole for each wire, said hole being equipped 
with a non-combustible, non-absorptive insulating bushing. 


f. Flush switch and receptacle rlates, if of metal, shall be not less than 0.04 inch in thickness. 


g. A fixture stud which is not an integral part of the outlet box shall be composed of steel, 
malleable iron or other approved material. 


h. Outlet boxes intended for use where gas outlets are present shall be so designed that they 
may be securely fastened to the gas pipes in an approved manner. 


2. Boxes and fittings intended for outdoor use shall be of approved weatherproof type. 


702. Construction of Cabinets and Cutout Boxes. 


a. Metal cabinets and cutout boxes shall be well galvanized, plated with cadmium or other 
approved metallic finish, enameled or otherwise properly coated, inside and out, to prevent 
oxidation. 


It is recommended that the protective coating be of conductive material, such 
as cadmium, tin or zinc, in order to secure better electrical contact. 


b. The design and construction of cabinets and cutout boxes shall be such as to secure ample 
strength and rigidity. 


c. Wooden and (or) composition cabinets, whether for flush or surface mounting, shall be 
of rigid and substantial design. Doors shall fit closely. The requirements for spacings, bar- 
riers and other details of construction, given elsewhere in this section, shall be followed, so far 
as they apply. Wooden cabinets shall be composed of well-seasoned material at least 84 inch 
in thickness, thoroughly filled and painted. They shall be lined throughout with a non-com- 
bustible material, such as % inch rigid asbestos board firmly secured in place. Linings of slate, 
marble or approved composition shall be at least 14 inch in thickness. Sheet metal lining shall 
be at least .063 in thickness.’ (No. 16 U.S. sheet metal gauge.) 


d. Composition cabinets shall be submitted for approval prior to installation. 
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e. The spacing within cabinets and cutout boxes shall be sufficient to provide ample room 
for the distribution of wires and cables placed in them, and for a separation between metal parts 
of devices and apparatus mounted within them as follows: 


1. There shall be an air space of at least 4% inch, except at points of support, 
between the case of the device and the wall of any metal cabinet or cutout box, 
on which the device is mounted. 


2. There shall be an air space of at least 1 inch between any live metal part 
(including live metal parts of enclosed fuses) and the door, unless the door is 
lined with an approved insulating material or is of a thickness of metal not less 
than No. 12 U.S. sheet metal gauge (0.109 inch), when the aic space shall be not 
less than )% inch. 


3. There shall be a space of at least 2 inches between open link fuses and metal 
lined walls or metal, metal lined or glass paneled doors. 


4. Except as noted above, there shall be an air space of at least 14 inch between 
the walls, back, gutter partition, if of metal, or door of any cabinet or cutout 
box and the nearest exposed current-carrying part of devices mounted within 
the cabinet where the potentials do not exceed 250 volts. This spacing shall be 
increased to at least one inch where the potentials exceed 250 volts. 


f. Cabinets and cutout boxes shall be deep enough to allow of the closing of the doors when 
30-ampere branch circuit panelboard switches are in any position, or when combination cutout 
switches are in any position, or when other single throw switches are opened as far as their 
construction will permit. 


g. Cabinets and cutout boxes which contain devices or apparatus connected within the cabi- 
net or box to the wires of more than four circuits, including branch circuits, meter loops, sub- 
feeder circuits, power circuits and similar circuits, but not including the supply circuit or a con- 
tinuation thereof, shall have back wiring spaces or one or more side wiring spaces, side gutters 
or wiring: compartments, unless the wires leave ‘the cabinet or cutout box directly opposite 
their terminal connections. 


h. Side wiring spaces, side gutters or side wiring compartments of cabinets shall be rendered 
tight enclosures by means of covers, barriers or partitions extending from the bases of the de- 
vices, contained in the cabinet, to the door, frame, or sides of the cabinet, provided, however, 
that where the encJosure contains only those wires or cables which are led from the cabinet at 
points directly opposite their terminal connections to devices within the cabinet, such covers, 
barriers or partitions may be omitted. Partially enclosed back wiring spaces shall be provided 
with covers to complete the enclosure. 


i. Cabinets and cutout boxes intended for outdoor use shall be of approved weatherproof 
type 


703. Installation of Boxes, Cabinets, and Outlet and Terminal Fittings. 


a. Ateach outlet, switch, or junction point of conduit, metal raceway, armored cable or non- 
metallic sheathed cable, and at each outlet and switch point of concealed knob-and-tube work, 
an approved box shall be installed. In completed installations, the box shall be provided witha 
cover, unless a fixture canopy is present. 


b. Outlet boxes for concealed work shall have an internal depth of at least 114 inches, except 
that where the installation of such a box will result in injury to the building structure, a box 
of not less than 14 inch internal depth may be installed. 


c. An approved outlet or terminal fitting shall be used at ends of conduit, armored cable and 
metal raceway systems from which wires are run without splice to appliances or to knob-and- 
tube wiring. The fitting shall provide a bushed hole for each wife. It need not be accessible 
when in knob-and-tube-work. Such fittings shall not be used at outlets for fixtures. 
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d. Approved metal supports shall be used in new work for boxes and fittings which are not 
secured to a stud, joist, or similar fixed structural unit. Blocks of wood at least 7%-inch in 
thickness may be used for supports if the blocks are rigidly secured to such structural units. 
Lath, of wood, metal, or composition, shall not be considered a fixed structural unit. 


e. Boxes used to enclose flush devices shall be of such type that the devices will be completely 
enclosed on back and sides, and that substantial support for the devices will be provided. Screws 
for supporting the box shall not be used for the attachment of the device contained therein. 
Floor-outlet boxes shall be so designed as to protect receptacles and attachment plugs from 
mechanical injury and moisture. 


f. Covers of outlet boxes and outlet fittings having holes through which flexible cord pen- 
dants pass, shall be provided with approved bushings or shall have smooth, well-rounded 
surfaces on which the cord may bear. Where wires, other than flexible cord pass through a 
metal cover, there shall be provided a separate bole for each wire, said hole being equipped with 
a non-combustible, non-absorptive insulating bushing. 


g. Boxes, cabinets and fittings shall be securely fastened in place. Boxes and fittings not over 
100 cubic inches in size and which are attached to firmly secured, exposed conduit by threading 
or other connection approved for the purpose are considered as so fastened. 


kh. Outlet boxes used where gas outlets are present shall be so fastened to the gas pipes as to 
be mechanically secure. | 


t. Junction boxes shall be so installed that the wiring contained in them may be rendered 
¢ccessible without removing any part of the building. 


j. Boxes, cabinets and fittings when installed in walls or ceilings shall be so installed that the 
front edge of the fitting will not set back of the finished surface more than 4 inch. On wooden 
walls or ceilings, the front edges of the fitting shall be flush with the finished surface, or project 
therefrom. A plaster surface which is broken or incomplete shall be repaired, so that. there 
will be no gaps or open spaces at the edge of the fitting. These requirements do not apply to 
walls or ceilings composed of concrete, tile or other non-combustible material. 


x. In’moist places, boxes, cabinets, and fittings shall be so placed or equipped as to prevent 
moisture from entering and accumulating within the device. 


I. Openings in boxes, cabinets and fittings shall be equipped, either separately or as a part 
of the fitting, with couplings or bushings which will serve to secure the conduit, raceway, 
armored cable, non-metallic sheathed cable, or flexible tubing to the fitting, and including open 
wires shall close the opening adequately, and at the same time protect the wires from abrasion. 
Where a hardwood cabinet is used, as provided for in section 805-e, each opening shall be 
equipped with a non-combustible, non-absorptive insulating bushing which shall fit securely in 
the opening and be so closed by the wire, and tape, if necessary, as to fit tightly. In dry places 
where open work or knob and tube work is used, approved flexible tubing may be employed as 
an insulating bushing if it extends from the last insulating support and is firmly secured in 
place. 

m. Unused openings in boxes, cabinets and fittings shall be effectively closed by metal plugs 
or plates affording protection substantially equivalent to that of the wall of the fitting. 


n. Metal boxes, cabinets, and fittings shall be grounded where used with conduit, armored 
cable or metal raceway, or elsewhere when and in the manner specified in sections 904 and 905 
of this Code. Boxes, cabinets and fittings used with grounded conduit, armored cable and 
metal raceways are considered to be grounded by the connection to the conduit, cable or race- 
way. 

For special provisions in hazardous locations see Article 32. 

o. In making a surface extension from an existing outlet of concealed wiring, a box, extension 
ring or blank cover shall be mounted over the original box and electrically and mechanically 
secured to it. The extension shall then be connected to this box in the manner prescribed for 
the method of wiring employed in making the extension. 
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1202. Installatton of Switches—General. 
For hazardous locations see article 32 of this Code. 


a. Switches or manual circuit-breakers shall not be placed where exposed to mechanical in- 
jury, nor in the immediate vicinity of easily ignitable material. When the above conditions 
cannot be complied with, switches, circuit-breakers, and similar devices, unless of the oil-im- 
mersed type, shall be enclosed in approved metal boxes or cabinets, and shall be of the exter- 
nally operable type. 


b. Except as provided in paragraph d of this section, switches or manually operated circuit- 
breakers shall be placed only in dry, accessible places, and be grouped as far as possible. 


c. Switches or manually operated circuit-breakers, when located where exposed to moisture, 
as in basements and in similar places, shall be mounted in approved boxes or cabinets, and 
when located in wet places or outside buildings, shall be mounted in approved weatherproof 
switch boxes or cabinets. 


d. Enclosures for switches or circuit-breakers on circuits, any wire of which operates at over 
150 volts to ground, except where accessible only to qualified operators, shall be grounded as 
provided in article 9 of this code. 


e. Switches operating at over 150 volts to ground shall be of the enclosed type externally 
operable, except where accessible only to qualified persons. 
1204. Number of Poles Required for Switches and Circuit-Breakers. 

a. Switches, when installed, shall disconnect all ungrounded wires of the circuit which they 
control. 


b. Three-way and four-way switches shall be classed single pole switches and shall be so 
wired that only one pole of the circuit will be carried to the switch. 


c. Onconstant-potential circuits, all service switches and all switches controlling circuits sup- 
plying current to motors or heating devices, unless otherwise provided in this code, shall be so 
arranged that the opening of the switch will disconnect all the ungrounded wires. 


d. Where a circuit-breaker serves as a switch, it shall conform to the requirements of this 
section as to the number of poles. 
1205. Mounting of Snap Switches. 


a. Sub-bases of non-combustible, non-absorptive insulating material, which will separate 
the wires at least 1% inch from the surface wired over, shall be installed under all snap switches 
used in open work. Sub-bases shall also be used in wooden raceway work; but they may be 
made of hardwood or they may be omitted if the switch is approved for mounting directly 
on the moulding. 

1206. Special Types of Switches. 


a. Time switches, sign flashers and similar appliances shall be of approved design and en- 
closed in approved cabinets. 
1207. Marking. 

a. Switches shall be marked with the current and voltage for which they are designed. 


Article 13. Switchboards and Panelboards. 


This article does not apply to switchboards or portions thereof used exclusively 
to control signal circuits operated by batteries, but does apply to the charging 
panels where current is taken from light or power circuits. 


For special provisions for hazardous locations see Article 32. 


House Wiring 3,375 





Code.—Continued. 


1301. Switchboards: Location and Accessibility. 


a. Switchboards shall be so placed as to reduce to a minimum the danger of communicating 
; fire to adjacent combustible material. 


6. Switchboards shall not be built up to a non-fireproof ceiling, a space of 3 feet being left, if 
possible, between the ceiling and the board. The space back of the board shall be kept clear of 
rubbish and shall not be used for storage. 


c. Switchboards shall be accessible from all sides when the connections are on the back. 


It is recommended that al. switchboards be set out from the wall, but they may 
be placed against a brick or stone wall when the wiring is entirely on the face. 


d. Switchboards shall be so located that they will not be exposed to moisture. 


e. Switchboard frames and structures supporting switching equipment shall be grounded, 
except that the frames for d-c single-polarity switchboards may be insulated for the full voltage 
of the circuit in lieu of grounding. 


1302. Switchboards: Material and Wiring. 
a. The bases of switchboards shall be made of non-combustible material. 
b. Busbars, if rigidly mounted, may be of bare metal. 


c. If the wiring is on the back, there shall be a clear space of at least 18 inches between the 
wall and the apparatus on the rear of board. 


d. Insulated conductors where closely grouped as in rear of switchboards shall each have a 
substantial flameproof outer covering. 


e. Flameproofiing shall be stripped back on all conductors a sufficient distance from the term- 
inals to give the necessary insulation for the voltage of the circuit on which the conductor is used. 


f. Instruments, pilot lights, potential transformers, and other switchboard devices with 
potential coils (except where the operation of the protective device might introduce a hazard in 
the operation of devices, or when the switchboard is inaccessible to other than qualified persons) 
shall be supplied by a circuit that is protected by standard automatic overload protective de- 
vices of a rating not larger than 15 amperes except that for ratings of two amperes or less 
special enclosed types of fuses may be used. 


—_ 


g. Instruments, meters and relays mounted on switchboards, shall comply with the require- 
ments of section 906, paragraph n, unless inaccessible to other than qualified persons, in which 
case the following requirements may be followed in lieu thereof: 


For alternating-current circuits: 


1. The secondary circuits of current and potential instrument transformers 
shall be grounded. 


2. Instrument, meter and relay cases (whether operated from current and 
potential transformers, or connected directly in the primary circuit) on switch- 
boards having no live parts on the front of the panels shall be grounded, where 
operating with current-carrying parts not exceeding 750 volts to ground. 

3. Instrument, meter and relay cases (whether operated from current and 
potential transformers or connected directly in the primary circuit) on switch- 
boards having live parts on the front of panels shall not be grounded where 
operating with current-carrying parts not exceeding 750 volts to ground. Rubber 
mats, or other suitable floor insulation, shall be provided for the operator if the 
voltage to ground exceeds 150. 


4. Instrument, meter and relay cases on circuits, exceeding 750 volts to ground 
shall be isolated by elevation or protected by suitable barriers, grounded metal or 
insulating covers or guards. 
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For direct-current circuits: 


Instrument, meter and relay cases shall not be grounded. If the voltage of the circuit is less 
than 750 volts but above 150 volts to ground, rubber mats or other suitable floor insulation 
shall be provided for the operator. If the voltage to ground exceeds 750 volts, cases shall be 
isolated by elevation or protected by suitable barriers, grounded metal or insulating covers, or 
by guards. 


h. The conductors of remote-control switch circuits will be considered as suitably protected 
by fuses rated at not more than 750% of the same carrying capacity of the conductors as 
given in section 612 of article 6. 


t. Switchboards which have any exposed live parts above 150 volts to ground (or live parts 
on ungrounded circuits exposed to a higher voltage to ground) shall be located only where under 
competent supervision and accessible only to qualified persons. 


For switchboards having exposed live parts of lower voltages, see sections 
405, 805 and 1202. 


1303. Panelboards. 


a. The requirements of this section shall apply to all panel and distributing boards used for 
the control of light and power circuits, but not to such switchboards in central stations, substa- 
tions or isolated plants as directly control energy derived from generators or transforming 
devices. 

b. Switches, fuses and cutout bases used on panelboards, shall conform to the requirements 
of articles 12 and 8, respectively, of this code, so far as they apply. 

c. In the relative arrangement of cartridge fuses and switches the fuses shall be placed on 
the load side of the switches except in the case of service switches, where the requirements of 
Article 4 shall be observed. Branch switches shall be so arranged that the blades, if exposed 
during operation, will be dead when the switches are open. 


d. When there are exposed live metal parts on the back of board, a space of at least 14 inch 
shall be provided between such live metal parts and the cabinet in which the board is mounted. 


e. The following minimum distances between bare live metal parts (busbars, etc.) shall be 
maintained: 


Between parts of opposite polarity except at switches and circuit-breakers. 


When mounted on the same surface When held free in air 
“Not over 125 volts 34 inch 44 inch 
Not over 250 volts 144 inch 34 inch 
Not over 600 volts 2 inch 1 inch 


At switches, enclosed fuses, etc., parts of the same polarity may be placed as close together 
as convenience in handling will allow. 
It should be noted that the above distances are the minimum allowable, and it 
is recommended that greater distances be adopted wherever the conditions will 
permit. 
f. Panelboards so installed as to be exposed to excessive moisture shall be enclosed in approved 
weatherproof cabinets. 
Article 14. Fixtures, Lamp-Holding Devices, Plug Receptacles and Other Outlet 
Devices. 


For special provisions for hazardous locations see Article 32. 
1401. Construction of Lighting Fixtures. 


a. Fixtures shall be composed of metal or wood, or such other material as may have been 
submitted for examination and approved. Materials other than metal shall be re-enforced by 
metat or the fixtures shall be otherwise constructed to secure the requisite mechanical strength. 
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b. In all fixtures not made entirely of metal wire-ways shall be lined with metal unless ap- 
proved armored conductors with suitable fittings are used. This requirement shall not apply 
to wire-ways in glass, marble or similar non-absorptive non-combustible insulating material. 


c. All methods of fastening arms, sockets, bodies, supports, and receptacles by threading, 
soldering, brazing or otherwise, shall be such as to secure in every case ample strength and 
reliability, and to prevent turning. Screw joints shall have not less than five thieads engaging. 
Tubing used in making threaded arms and stems shall be composed of metal having a thickness 
not less than .040 inch. It shall not be kinked, flattened or cracked. 


d. All burrs and fins in wire-ways shall be removed and all sharp edges rounded, where prac- 
ticable, so that wires may be drawn in and withdrawn without injury. Fittings having smooth, 
rounded edges shall be placed at entrance to casings of fixture stems. 


e. Fixtures exposed to moisture, whether located indoors or outdoors, shall be so constructed 
that water cannot enter or accumulate in the wire-ways, lamp holders or other electrical parts. 


f. Fixture studs which are not parts of outlet boxes, hickeys, tripods, and crowfeet. shall. be 
made of steel, malleable iron or other approved material. 


g. All fixtures shall, where practicable, be ‘sufficiently ventilated: ‘All forms 6f fixtures in 
which the wiring is lable to be exposed to temperatures in excess of 120° F. (49° C.) shall be 
so designed or ventilated and installed as to operate at temperatures which will not cause 
deterioration of the wiring. 


h. Canopies and outlet boxes shall, taken together, provide ample space for the reception 
of the wires and their connecting devices. 


i. Receptacles having exposed terminals shall not be placed in canopies unless completely 
enclosedin metal. .- 


j. Canopy insulators, used where insulating joints are required, shall be of approved type 
and shall be securely fastened in place, so as to separate the canopieseffectively and permanently 
from the conducting surfaces from which they are intended to be insulated. 


A strip of a good grade of hard fiber, 14¢.inch in thickness, securely attached 
to the canopy at the ends and at intermediate points in such a manner that the 
strip will extend at least 3/16 inch beyond the upper edge of the canopy rim, 
will be accepted. Where this is impracticable, a flat sheet’ of such fiber, cut to 
conform to the general outline of the canopy and having the edges of the sheet 
at least flush with the edges of the canopy, may be employed, if permanently 
attached to the canopy. 


k. Insulating joints shall be composed of materials especially approved for the purpose. 
Those which are not designed to be mounted with screws or bolts shall have a substantial ex- 
terior metal casing, insulated from both screw connections. 


1402. Wiring of Lighting Fixtures. 


a. No conductor shall be smaller than No. 18. On chains or other movable parts stranded 
conductors shall be used, unless the wires are completely enclosed jn metal.. .Where the fixture 
is externally wired, wires shall be secured in a manner which will not tend to cut or abrade the 
insulation, and shall be protected from abrasion where they pass through sheet metal pans, 
canopies, etc. No splice or tap shall be located within an arm or a stem. 


It is recommended that approved splicing devices or approved plug connec- 
tions be used for attaching the fixture wires to the circuit wires. 


b. Each fixture shall be so wired that all screw shells of lamp holders are connected to the 
same fixture stem wire or supply wire or terminal. A fixture stem wire or supply wire connected 
to the screw shells of lamp holders shall be identified by means of a white or natural gray 
covering, or by means of a tracer thread contrasting with the color of the covering. In fixtures 
having wire-ways of such size that it is impracticable to pull in separate conductors without in- 
jury to the insulation, the identification may consist of a band of, paint contrasting with the 
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color of the covering and located as near as possible to the point where the wire leaves the 
fixture. If a white or natural gray covering is employed the covering of all other fixture stem 
or supply wires in the fixture shall be of a contrasting color. If a tracer thread is employed 
there shall be no such thread in the covering of any other fixture stem or supply wire. A 
terminal attached to the screw shells of sockets shall be marked in the manner specified in 
paragraphs d to m of section 206 of article 2 of this code. 


c. Chain fixtures shall be wired with flexible conductors so arranged that the weight of the 
fixture will not put tension on the conductor. 


d. Approved fixture wire, approved flexible cord or approved rubber covered wire shall be 
employed, unless the wiring is exposed to temperatures in excess of 120° F. (49° C.) in which 
case conductors having slow burning or other heat resisting covering shall be used. All fixtures 
in dry places designed for or used with Mogul base lamps shall be considered as being exposed 
to these high temperatures. Fixtures intended for outdoor use shall be wired with approved 
rubber-covered conductors. Wire shall always be so disposed as to avoid exposure to high 
temperatures as far as practicable. Fixtures intended for use in rooms where inflammable gases 
may exist shall consist of rigid stems, internally wired with approved rubber covered conductors, 
soldered directly to the circuit wires, and shall be equipped with vaportight globes. 


e. Fixture wires, or the individual conductors of flexible cords used where the voltage be- 
tween any two conductors or between any conductor and the ground is over 300 voits, shall 
have insulation at least 3 /64 inch in thickness for sizes No. 8 and smaller unless type S cord is 
used. 


f. Wires of different systems shall not be contained in or attached to a fixture. 


g. All wiring shall be free from short-circuits and grounds, and shall be tested for these 
defects prior to being connected to the circuit. 


h. Fixtures, including lamp holders and lamp bases if within reach of grounded surfaces, shall 
be so designed and installed that no current-carrying parts will normally be exposed externally . 


1403. Installation of Lighting Fixtures. 


a. Fixtures on circuits above 150 volts to ground and all electrical fixtures used with con- 
duit, armored cable or metal raceways, not exempted from grounding elsewhere in this Code 
shall be grounded. 


b. Fixtures used with knob and tube work, non-metallic sheathed cable or wooden raceways 
shall be grounded except as described below: 


1. Fixtures mounted on metal or metal lath ceilings or side walls may be in- 
sulated from their supports, and from the metal lath by the use of approved in- 
sulating joints or fixture supports and approved canopy insulators. 


2. Fixtures not mounted on metal or metal lath ceilings or side walls need be 
neither insulated nor grounded. 


c. Gas piping to which fixtures are attached shall be grounded as provided for in Article 9, 
unless the fixtures are insulated therefrom or are grounded by one of the other means specified 
in the following paragraph. Gas piping need not be insulated from otherwise well-grounded 
fixtures. Combination gas and electric fixtures shall not be installed. 


d. Fixtures shall be considered as grounded when mechanically connected in a permanent 
and effective manner to metal conduit, tubing, armored cable, a metal-raceway system, the 
grounding conductor of non-metallic sheathed cable, a separate grounding wire not smaller 
than No. 14, or to gas piping, which are grounded in the manner specified in article 9 of this 
code. 


e. Noexternailly wired fixtures shall be located in the immediate vicinity of specially inflam- 
mable material; nor shall any externally wired fixture other than of the chain type be placed 
ina show window. Armored-cord pendants shall be considered to be internally wired fixtures. 
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f. Where a gas pipe, outlet box or other fitting which will provide proper support is required 
by this code or is present, the fixture shall be attached thereto; otherwise the fixture shall be 
attached to a wooden base block not less than 84 in thickness supported independently of the 
screws supporting the fixtures. 


&. Gas pipes shall be covered with insulating tubing back of an insulating joint or blind 
hickey. Where outlet tubes are used they shall be of sufficient length to extend beyond the 
joint or hickey, and shall be firmly secured in place. 


; h. Fixtures shall be so installed that the connections between the fixtures, and the branch 
circuit wires will be easily accessible for inspection without requiring the disconnecting of any 
portion of the wiring, unless the fixture is attached by an approved plugging device. 


1404. Construction of Lamp-Holding Devices and Plug Receptacles. 


a. Lamp-holding devices shall be classed according to diameters of lamp bases, as Candela- 
bra, Intermediate, Medium and Mogul base, to be known respectively as }2 inch, 21/32 inch 
1 inch, and 1% inch nominal sizes, with ratings, as specified in the table following this para- 
graph. Switched lamp-holders shall be of such construction that the switching mechanism 
interrupts the electrical connection to the center contact. The switching mechanism shall not 
interrupt the electrical connection to the screw shell unless connection to the center contact 
is simultaneously interrupted. 


Ratings Key Ratings Keyless 
Max. Amp. Max. Amp. at 
Nominal : at any any Volt- 
Class Diam. Watts Volts Voltage Watts Volts age 
Candelabra... 14 in. 75 125 34 75 125 1 
Intermediate. .21 /32 in. 75 125 3% 75 250 1 
Medium...... 1 in. 250 250 24% 660 250 6 
(a) 660 250 6 660 600 
Mogul....... 1% in. 1,500 250 
(b) 1,500 600 @ 


(a) This rating may be given only to sockets having a switch mechanism 
which produces both a quick ‘“‘make’’ and a quick ‘‘break’”’ action. 

(b) Ratings to be assigned later, pending further discussion with manufacturers. 

Miniature Sockets and Receptacles having screw shells smaller than the Candela- 
bra size may be used for decorative lighting systems, Christmas tree Lighting 
Outfits and similar purposes. 

For exceptions for Medium-Base Key Sockets and Receptacles see Article 40, 


Small Isolated Plants. 


Receptacles for Attachment Plugs (Appliance and Convenience Outlets) are 
strongly recommended in order to facilitate the use of electrical appliances which, 
otherwise, must be connected to sockets designed primarily only for lamp holders. 


If lamp holders must be used for the attachment of flexible cords they should 
be rated at 600 watts. 


b. The inside of metal shells shall be lined with insulating material, which shall absolutely 
prevent the shell from becoming a part of the circuit, even though the wires inside the sockets 
should become loosened or detached from their position under the terminal screws. 


c. The lining shall not extend beyond the metal shell more than % inch, but shall prevent 
any current-carrying part of the lamp base from being exposed when a lamp is in the socket. 


d. The cap also shall be lined. . 
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In sockets and receptacles of standard forms a ring of any material inserted 
between an outer metal shell of the device, and the inner screw shell for insulating 
purposes and separable from the device as a whole, is considered an undesirable 
form of construction. This does not apply to the use of rings in lamp clusters 
or in devices where the outer shell is of porcelain or of moulded composition, 
where such rings serve to hold the several porcelain or composition parts together, 
and are thus a necessary part of the whole structure of the device. 


e. The socket as a whole shall be so put together that parts will not rattle loose or fall apart 
under the most severe conditions they are likely to meet in practice. The base of the socket 
shall be secured or held in the shell in such a manner as to prevent turning or displacement 
relative to the shell. 


f. Lead wires furnished as a part of weatherproof sockets and intended to be exposed after 
installation shall be of approved stranded, rubber-covered wire, not less than No. 14 gauge 
(No. 18 gauge for candelabra sockets), and shall be sealed in place. 


g. 1f the socket is not attached to a fixture, the inlet shall be equipped with an approved 
insulating bushing which, if threaded, shall not be smaller than 3 inch in size. The edges of 
bushings shall be rounded and all inside fins removed in order to provide a smooth bearing 
surtace for the wire. 


-- It is. recommended that bushings having holes 9/32 inch in diameter be em- 
_ «ployed with plain pendant cord, and holes 13 /32 inch in diameter with re-enforced 
cord. 


1405. Installation of Lamp-Holding Devices and Plug Receptacles. 


a. Sockets and receptacles installed over specially inflammable material shall be of the key- 
less type and, unless individual switches are provided, shall be located at least 714 feet above 
the floor, or shall be otherwise so located or guarded that the lamps cannot readily be backed 
out by hand. 


6b. When necessary to prevent portable lamps from coming into contact with inflammable 
material, or to protect them from breakage, their flexible cord leads shall be equipped with 
handle, socket and substantial guard, the guard being securely attached to socket or handle. 


c. Weatherproof sockets, especially approved for the location, shall be employed in damp 
or wet places or where corrosive vapors exist. If not attached to fixtures, they shall be hung 
from separate stranded wires not less than No. 14, which are soldered directly to the circuit 
wires, Lut supported independently thercof. 


It is recommended that these wires be twisted together if the pendant is longer 
than 3 feet. 


d. Receptacles shall be supported in the same manner as specified for fixtures in section 
1403-g of this code. 


¢. Flush receptacles shall be enclosed in approved metal boxes in addition to the insulating 
enclosure of the receptacle mechanism. 


f. Attachment plugs and receptacles located in floors shall be inclosed in approved metal 
boxes especially designed for the purpose. Where the location is free {rom mechanical in jury or 
moisture, a departure from this requirement may be permitted by the authority enforcing 
this code. | 


g. Receptacles of the Edison-base type shail be installed only for use as lamp holders. Recep- 
tacles installed for the attachment of portable cords shall be of a type not suitable for use 
with Edison-base screw shells. 


1406. Rosettes. 


a. When designed for use with exposed wiring, rosettes shall be proviced with bases which 
shall have at least two holes-for supporting screws, shall be high enough to keep the wires 
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‘and terminals at least 14 inch from the surface. wired over, and shall have a porcelain lug 
‘under each terminal to prevent the rosette being placed over projections which would reduce 
‘the separation to less than 4% inch. 


b. When designed for use with conduit bens or wire raceways, rosette bases shall be high 


-enough to keep wires and terminals at least 34 inch from the surface wired over. 


c. Fuseless rosettes. shall be rated at 660 watts, 250 volts, with a maximum current rating 
of 6 amperes. 


d. Fused 10settes shall not be installed. 


: 802. Link Fuses. 


a. Link fuses shall not be used when of capacities of 300 amperes or less. When used in 
capacities of from 301 to 1,500 amperes, they shall be rated to correspond to the ratings of 


‘cutout bases as given in the table of paragraph a, section 801, of this code. 


Sd 


6. Contact surfaces or tips of link fuses shall be of copper or aluminum, having good electrical 
connections with the fusible part of the strip. 


c. Link fuses shall be stamped with.80% of the maximum current which they can carry in- 


. definitely, thus allowing about 25% overload before the fuse melts. 


r~N FOUN 
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d. Link fuses may be used only when mounted on approved bases which, except on switch- 
boards, shail be placed in approved cutout boxes or cabinets. A space of at least 2 inches shall 
be provided between the open-link fuses and metal, or metal-lined walls or metal, metal-lined 
or glass-paneled doors of cabinets or cutout boxes. 


803. Enclosed Fuses. 
a. The requirements of paragraphs c to g inclusive, of this section, do not apply to fuses for 
attachment plugs, car-lighting cutouts, nor to protective devices for signal systems. 


b. The casings of erclosed fuses shall be sufficiently tight so that lint and dust cannot collect 


; around the fusible link and become ignited when the fuse is blown. For non-renewable fuses 


the fusible wire shall be attached to the terminals in such a way as to make it difficult for it to 
be replaced when melted. 


c. Enclosed fuses shall be classified to correspond with the different classes of cutouts, and 
shall be so designed that it will be impossible to put any fuse of a given class into a cutout 
which is designed for a current or voltage lower than that of the class to which the fuse belongs: 


d. Enclosed fuses shall be marked with the words “‘N. E. Code Std.”’ All fuses shall be 
marked with the ampere capacity. On ferrule contact fuses this marking shall be on the tube 
or ferrules, and on knife blade fuses on the tubes or caps. In addition to the above marking 
each cartridge enclosed fuse shall be provided with a paper label, red for 600-volt fuses, navy 
blue for 250-volt fuses of 15 amperes or less capacity and gieen for 250-volt fuses of over 15 
amperes capacity. The label for cartridge fuses shall bear the following: the name or tracde- 
mark of the manufacturer and the voltage for which the {use 1s cesigned. 


e. Plug fuses of 15 amperes capacity or less shall be distinguished from those of larger capacity 
as follows: by an hexagonal opening in the cap through which the mica or similar window 
shows; or by an hexagonal shaped recess in the top of fuses having porcelain or moulded com- 
position tops, and when labels are used with such plug fuses the labels shall also be hexagonal 
in shape and fill the recess; or on plugs having solid metal caps, by an hexagonal impression 
either raised or lowered on the caps. | 


f. The fuse terminals shall be sufficiently heavy to insure, mechanical strength and rigidity. 
The styles of enclosed plug and cartridge fise terminals, except for use in sealable service and 
meter cutouts, shall be as follows: 

Not over 250 volts. 
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A. Cartridge fuse (ferrule contact). 
B. Approved plugs or cartridge fuses in approved casings for Edison plug 
0-30 Amps. cutouts not exceeding 125 volts, but including any feeder or circuit 
of a system having a grounded neutral, if no wire of the feeder or 


{ ‘circuit exceeds 125 volts to ground. 7 
31-60 « {Cc artridge fuse (ferrule contact) for use also in approved casings for large 
\ size Edison plug type 250-volt cutouts. 4 
61-100 “ 
ee ; arte fuse (knife blade contact). x 
401-600 “ 


Not over 600 volts. 


0-30 A 
a ie \Cartridge fuse (ferrule contact). 
61-100 | 
101-200 
201-400 
401-600 
g. Cartridge enclosed fuses and corresponding cutout Lases, except for sealable service and 
meter cutouts, shall conform to the dimensions given in the table, page 94 of the code. 


Cartridge fuse (knife-blade contact). 


®& & KF & 


805. General: Use of Automatic Overload Protective Devices. 

a. In general, automatic overload protective devices shall be provided in all constant po- 
tential interior wiring systems, and shall be of such character and so placed as to protect each 
ungrounded conductor. 

c. In general a conductor shall be considered as properly protected by the automatic over- 
load protective device employed in series with it when the automatic overload protective device 
is so selected and adjusted as to open and interrupt the circuit at a predetermined overload. 

j. Cabinets shall in all cases.c-e placed in a vertical position except by special permission 
and under conditions whereby automatic overload protective devices installed in such cabinets 
are thoroughly safeguarded from attendant hazards. 

m. Fixture wires or flexible cords of No. 16 or No. 18 gauge shall be considered as protected 
by 15-ampere fuses. Flexible cords of No. 18 gauge or larger, approved for use with specific 
devices which may be used on the medium-duty appliance branch circuits described in Section 
1602, shall be considered as protected by the 25-ampere fuses of such circuits. 


n. Fused rosettes shall not be used. 


807. Lighting and Appliance Branch Circuits. 
a. For the purpose of this section the terms ‘‘Outlets’’ and ‘‘Appliances”’ shall be defined as 
follows: 


“Outlet’’— 
An outlet is that fixed point on a branch circuit at which current is taken to 
supply lighting fixtures or appliances. 
“‘Appliances’’— 
Appliances are current consuming devices for domestic or general commercial 
use, such as heating, cooking and small motor operated devices, etc. 
6. All ungrounded wires of a branch circuit shall be protected by fuses or circuit-breakers. 
When the grounded conductor is identified and properly connected, branch circuits shall be so 


protected in the ungrounded wires only. In locations where the conditions of grounding or 
the liability of the reversal of connections warrants, the inspection department may require, 
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on systems having a grounded neutral or having one side grounded, that both wires of two-wire 
ranch circuits shall be so protected, even though the grounded conductor is identified and 
roperly connected. 


c. Two-wire branch circuits on ungrounded systems shall be protected by a fuse in each wire. 


d. Circuit-breakers, if used in lieu of fuses, shall be of a type specifically approved for this 
Ourpose. 

e. Three-wire branch circuits may be run from direct-current or single-phase alternating- 
current systems having a grounded neutral, in which case the neutrals of the branch circuits 
shall not be inter-connected except at the center of distribution. 


_ f. Branch circuits in general, and except as described elsewhere in this code, shall be pro- 
ected by fuses of no greater rated capacity than 


TS AMPELES s ¥.6. oe ois ws ara ha od hae Sa ee a es ees at 125 volts or less 
TO-AMPETES « ee kh a oe eh ee Os at 126 to 250 volts 


g. In general, on a two-wire branch circuit.and on either side of a three-wire branch circuit the 
‘number of outlets shall not exceed 12. 


For lighting branch circuits and combination lightirg and appliance branch circuits and ap- 
‘pliance branch circuits which do not supply floor areas greater than 1,200 square feet per circuit, 
ithe above outlet restriction may be waived, provided such circuits do not have connected loads 
‘greater than 15 amperes for lighting branch circuits nor greater than 10 amperes for combina- 
tion lighting and appliance branch circuits. 


It is understood that by connected load is meant fixed load, exclusive of loads 
which may be connected to appliance outlets. 


h. Branch circuits supplying only sockets or receptacles of the mogul type shall have ti:e 
‘wires protected by fuses having a rated capacity not greater than 


AQ AMVDECIES :, 6.5.65 6 6b ee AE & Mowe sce es at 125 volts or less 
ZO AMDOCS 6 535 So ee ee SS at 126 to 250 volts 


t. If protected by 40 or 20 ampere fuses as above, wire not smaller than No. 12 shall be used 
‘for wiring fixtuces with mogul sockets and receptacles and may also be used for taps not over 
18 inches long from the circuit wires to the points of suspension of the fixtures. 


j. The number of mogul sockets on a 2-wire branch circuit and on either side of a 3-wire 
branch circuit shall not exceed eight (8) except by permission of the authority enforcing this 
code. 


1604. Wires Supplying Electrically Heated Appliances. 


a. Wires supplying stationary electrically heated appliances shall, if not in conduit, be so 
located as to be protected from mechanical injury and moisture. 


b. Where the surrounding temperature of fixed wires exceeds 120° F. (49° C.), types A or 
SB wires shall be used. In all other cases the type of insulation on fixed wires shall be that 
specified elsewhere in this code for the conditions which prevail. 


c. Wires supplying smoothing irons and all other portable electrical heating appliances 
which are rated at more than 50 watts and which produce temperatures in excess of 250° F. 
(121° C.) on surfaces with which the wire is liable to be in contact, shall be approved heater 
cord, Type H. For other portable electrical heating appliances approved lamp cord, Type 
C, or other cord specially approved for the purpose may be used. 


1605. Special Provisions for Electrically Heated Appliances. 


a. Each electrically heated appliance which is obviously intended by size, weight and service 
to be secured in a fixed position shall be so placed as to furnish ample protection between the 
appliance and adjacent combustible material. 


b. Each smoothing iron and other portable electrically heated appliance, which is intended 
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to be applied to combustible material, shall be equipped and used with an approved stand, 
which may be a separate device or may be a part of the appliance. 


c. In other than residence occupancies each such electrically heated appliance or group of! 
such electrically heated appliances shall be used with an approved signal, unless the appliance | 
is provided with approved integral temperature-limiting device. 

d. Subdivided circuits of electrically heated appliances need not be separately fused, but! 


individual heating elements of such electrically heated appliances shall be fused if they are: 
rated at more than 30 amperes. 


1606. Grounding. 
a. Appliances shall be grounded if and as specified ih article 9 of this code. See Ground: ng | 
Chapter. 
TEST QUESTIONS 
1. How can much labor and material be saved in start- 
ing a house wiring job? : 
2. If an installation require over four circuits, what 
should be provided? 
3. How should a panel board be installed? 
4. How many panel boards should be installed in large 
loft buildings? 
5. If only one distributing point be used, where should 
it be located? 
6. What is a service connection? 
7. Name several methods of making a service connection. 
8. What are the essential requirements of tube service? 
9.° Describe in detail the method of installing a conduit 
service. 
10. What fittings are used on the service entrance? 
11. How is the end of the conduit secured to the switch 
box? 
12. Describe an underground service entrance. 
13. How is a feeder layout for a large building made? 
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. How many feeders should be provided in a large 


building? 


. What provision should be made for motors? 
. How should feeders be located? 
. Why is it not good practice to use up the 660 watt 


allowance on branch circuits? 


. Describe the method of cutting outlets. 

. How should a ceiling outlet be located? 

. Describe the method of taking up flooring. 

. What difficulty is experienced in taking up double 


flooring? 


. Describe two methods of cutting tongue off floor planks. 
13. What should be done before the boards are removed? 
_ Where should holes for wires be bored in joists? 
. How is the center of a pocket indicated? 

. Describe each operation in detail in cutting a pocket. 
_ What must be installed at each outlet? 

. Describe an outlet box. 

. What is a knockout? 

_ How are outlet boxes attached? 

. What is a fixture stud? 

. How should the wires be brought into an outlet box? 
. Give methods of installing outlet boxes in unfinished 


frame buildings. 


_ Give method of cutting out switch box outlets. 
. How is the space between floor and ceiling explored? 
_ What is the method of passing by cross stud in par- 


tition when plaster must be cut? 


What is a mouse? 
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. Give method of passing by cross stud in partition 


when wires are run next to a door. 


. Give various methods of overcoming obstructions in 


partitions. a 


. Describe the operation of dropping wires down outer 


walls. 


. What kinds of obstructions are encountered along ne 


outer walls? 


. Define the term “fishing.” ; 
. Give method of fishing from outlet to outlet. 


How are wires fished without removing floors or neni 
boards? 


. Give some points on switches for lighting ae ee | 
. Describe the right and wrong way of installing a knife 


switch. 


- 
iC 
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CHAPTER 117 





Wiring Under Floors 


The problem of arranging wiring under floors with a multi- 
iplicity of floor outlets spaced so that they will meet the prob- 
able requirements of modern commercial buildings in capacity, 
iflexibility and convenience has led to the development of 
tunder floor wiring systems. 


In these systems two forms of conduit* are used: 


1. Duct or rectangular conduit; 
2. Regular pipe conduit. 


A typical under floor system consists of a network of rec- 
tangular steel ducts, single or multiple, embedded in the floor. 


Each length of duct is equipped with outlet extensions applied in the 
course of manufacture, at minimum cost, at specified regular uniform 
intervals.. The advantage of under floor ducts in office buildings is obvious. 
The practical advantage, economy and convenience of these pre-set, regu- 
larly spaced inserts should be just as apparent. Confusion, dirt and noise 
are practically eliminated in making connections after completion of the 
building. Flexibility in use is inherent in the principle of under floor dis- 
tribution and is made fully available by the pre-set insert feature. 


*NOTE.—Called under floor raceways by the Code. 
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Figs. 5,671 to 5,673 show the proportions of the duct and the outlets, 
These ducts come in 10 ft. lengths and the outlets are usually spaced 2 ft. 
apart. 


The sectional view, fig. 5,674, shows one of these outlets with wires 
passing through it. The outlet as seen has a screw thread. Of course all these 
outlets will not be used and accordingly plugs are provided to close those not 
in use. Figs. 5,675 to 5,678 show plug in duct, parts and wrench. 





Fics. 5,671 to 5,673.—Walker under floor duct showing outlets. Standard sizes No. 1, 
1% X14"; No. 2, 34% X1%’. 
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Fic. 2,674.—Sectional view of National duct showing threaded outlet. The sweeping curve 
is to facilitate pulling the wires. 
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Fig. 5,683 shows one type of plug. 


As shown, the duct is embedded in concrete fill with plugs screwed down 
into the duct outlets. Plugs may or may not be concealed by floor con- 
struction, and marker screw can be elevated to show at floor when required. 
The construction of the plug is plainly shown in the illustration. The posi- 
tion of the plug is indicated on the floor by the marker screw as shown in 
fig. 5,679. 





Fics. 5,675 to 5,678.—National duct with plug in outlet, wrench, and parts. Fig. 5,675 
shows abandoned outlet plate and fig. 5,676, floor covering escutcheon, fig. 5,678 shows 
the wrench. 
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Fic. 5,679.—National type A plug showing aplication of floor covering escutcheon. When 
marker screw is to show through floor coverings of linoleum, rubber, cork tile, cr carpet, 
the escutcheon as here shown is used to protect such floor coverings from fraying. 


Fic. 5,680.—National type A plug showing application of plug remover wrench. 
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Fic. 5,681.—National duct embedded in concrete showing pre-formed passage through the 
concrete formed by plug when concrete was poured. 


Fic. 5,682.—National service extension assembly showing stopping collar and attachment 
to duct. 
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When duct outlet 1s to be used for service, it is necessary 
to remove small amount of concrete from top depression of 
plug in order to use the plug removal wrench. 


Plug can be readily screwed from the duct and concrete with plug removal 
wrench of which the socket end 1s shown in fig. 5,680. The removal of the 
plug leaves a neat pre-formed passage through the concrete to duct outlet. 
The void in concrete around rim of duct is a catch-all for dirt and small 
particles. Fig. 5,681 shows the outlet with plug removed. The service exten- 
sion assembly as shown in fig. 5,682, directly engages the duct outlet with- 
out use of any form of adapter, insuring positive protective grounding, as 
required in National Electrical Code. The stopping collar is sweated in 
place in manufacture, and serves as a gauge so that service extension pipe 
will always be turned into duct outlet to proper depth. 


Fig. 5,683 shows an 
abandoned outlet. 
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Fic. 5,683.—Naticnal type A plug 
showing abandoned outlet plate. 





Fic. 5,684.—National service extension assembly. It is adjustable to accommodate floor. 
thicknesses approximately 1 to 2 ins. above the duct. The stopping collar is sweated in 
place to insure proper depth engagement with duct outlet. When service pipe is screwed 
into outlet to shoulder engagement, a very tight joint iseffected. The floor flange is screwed 
down to a bearing on finished floor surface, further stabilizing extension assembly. It is 
provided with holes for spanner wrench, so that by use of the wrench considerable pressure 
can be applied between floor flange and finished floor, giving extra strength to whole installa- 
tion. Locking collar is jammed against floor flange by turning it down with other end of 
spanner wrench. Besides acting as a locknut for floor flange, it hides spanner wrench holes, . 
and the unused threads on service extension pipe. : 
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When outlet is abandoned, the plug 1s screwed again into duct outlet, and 
an abandoned outlet plate is pulled tight over opening in floor material, by 
tightening marker screw into plug. The assembly 1s shown more 1n detail 
in fig. 5,683. 


Duct Fittings.—Since the service extension assembly and 
service fittings frequently occupy positions under desks or in 
foot space, they are purposely designed to be kick proof. 





Fics. 5,685 and 5,686.—National service head shown assembled and disassembled. It is used 
either for high or low voltage from duct. The double T slot receptacle shown in fig. 5,686 
is for high voltage service. 





Fics. 5,687 and 5,688.—National fibre bushings for service fitting used in place of double T 
slot receptacle for low voltage service. It prevents contact and abrasion between edges of 
head outlet and wires. 
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They will stand any reasonable abuse in connection with exposed position. 
Ribs at two ends of opening prevent desk occupant’s feet injuring connec- 
tion. Attachment plug is sufficiently protected so that the feet will not 
strike the plug itself, thereby eliminating interruptions to service. 


There are numerous patterns of elbows and offsets as shown 
n figs. 5,689 to 5,696 making it easy to change the direction 
vf the duct in laying. 





Fics. 5,689 to 5,696.—National duct elbows and offsets. Fig. A, flat floor elbow; fig. B, 
long pattern 90° vertical wail elbow; can be sawed in sections as in figs. C to F, lo meet re- 
quirements; fig. G, short radius 90° vertical wall elbow; fig. H, cross under offset. 
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When an outlet is to be connected at the end of duct a fitting such a: 


shown in fig. 5,700 is used. Numerous miscellaneous fittings are shown ir 
figs. 5,701 to 5,706. 


\ 


Floor Junction Box.—The complete unit comprises the box 
proper and outlet assembly. The latter is shown in fig. 5,698. 


The assembly is installed flush with surface of finished concrete or wood 
floors. When floor coverings are used, however, the brass ring is forced up, 
using novel arrangement of screws. Floor covering is then cut to fit around 
brass ring, and it is replaced in position and drawn down flush with newly 
installed floor covering. Rim of brass ring holds floor covering down securely, 





Fic. 5,697.—National standard junction box outlet assembly, for use with finished surface | 
concrete floors, or where floor coverings of linoleum, rubber tile, cork tile, or carpet are | 
laid. The assembly is installed flush with surface of finished concrete or wood floors. When 7 
floor coverings are used, however, the brass ring is forced up, using novel arrangement Of | 
screws. Floor covering is then cut to fit around brass ring, and it is replaced in position | 
and drawn down flush with newly installed floor covering. Rim of brass ring holds floor 
covering down securely, and renders the box waterproof. 


and renders the box waterproof. An entire unit consisting of a double box 
and outlet assemblies is shown in fig. 5,698. It is levelled by adjusting the 
three long set screws, located around edge upon which the box rests. 


Under Floor Duct Layout.—Floor plans, conditions and ser- 
vice requirements are apt to vary so widely that but one general 
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iF 1c. 5,698.—National 4 way floor junction box. It isin reality two boxes and two sets of cross 
Overs, iN a One piece casting, one box and cross over to be used for high voltage and the other 
box and cross over to be used for low voltage. No communication is to be had between the 
high and low voltage boxes (in accordance with rules of the Code). All openings A, receive 
large duct intended for low voltage wiring. Openings B, receive small duct intended for high 
voltage wiring. Conduit openings C, receive conduit, nominally 114 inch for high and low 
voltage service to system. The two outlet assemblies installed in the box are shown in detail 
in fig. 5,697. Unused duct openings in box should be closed with duct opening plug shown 
in fig. 5,699, and unused openings for conduit should be closed with conduit opening flug and 
adapter. 





Fic. 5,699.—National type B plug. When adjusted it protrudes very slightly above top 
rim of duct outlet. This shallow plug is intended for use where duct is installed under 
wood or marble, as it is impracticable to cut a number of holes in the underside or through 
these materials to fit over a type A plug protruding above level of concrete fill; when the 
type B plug is used, holes need be cut only where duct outlet is to be used for service. Other 
outlets are located by marker screws, or by measurement. 
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.—National duct end outlet with height adjusting screw. It fits on end of the d 


and receives standard duct 


outlet plug. 


5,700 


Fic. 





Fics. 5,701 to 5,706.—Miscellaneous National duct fittings. 
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rule can be laid down to govern all jobs in the matter of 


layout. 


That is, the layout need not necessarily take care of 


all possible conditions, but may provide only for all reasonable 
‘probabilities, leaving improbable possibilities to be taken care of 
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if they materialize. 


Example. — An 18- 
foot bay would seem to 
require for 100% cover- 
age three runs of duct 
with 4 ft. 6 in. spacing, 
but two runs, five feet 
from the wall and five 
feet from the columns, 
will usually be sufficient 
to meet actual require- 
ments. The reason for 
this becomes apparent 
when it is considered 
that a single row of 
desks would almost 
surely. be placed near 
the wall, a second row 
in corresponding posi- 
tion near the columns 
and a third row, if 
needed, would have to 
be doubled with one of 
the other rows, the dou- 
ble row using a single 
run of duct. Similarly 
a 30-foot space would 
seem to require five 
runs of duct whereas 
three runs will cover 
the probable service de- 
mands. 


Fics. 5,707 to 5,709.—National duct saddle support, disassembled and assembled. A, height 
adjustmert nuts; B, saddle slips into place when adjusting nuts are loose; C, base members 
of saddle support are installed on floor as early as possible, to indicate lines of duct, thus 
avoiding interference of other trades’ work; D, seats in saddle: for duct are stamped ac- 
curately, and hold ducts in proper relation to each other, as well as to the finished floor; 
E, tie wires to be twisted over ton of ducts to hold them firmly in saddle. 
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. Aside from the factor just mentioned, layouts will generally 
come under one of four classifications, governed by policy and 
specific conditions. 

1. General coverage of entire, net, usable floor area. 
2. Full coverage of certain parts of floor area where de- 
mands for service will be greatest. 





Fic. 5,710.—Example of the use of under floor duct for service around the outside walls of a 
building where demand for telephone and signal service at least, is apt to be heaviest. This 
plan gives only a minimum of coverage but does give flexibility. A further point of interest 
is the use of double size duct for low tension wires—an example of the adaptability of the 
system to varying service requirements. 


3. Under floor duct around the outer wall when service de- 
mands are concentrated there. This plan is in general ade- 
quate only where space is definitely planned in small units 
but is extremely flexible and economical for such areas. 
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4. This class includes all special plans such as those for 
stores or banking floors where the layout definitely follows the 
equipment plan. 

Another important factor is the number and location of 
home run or feeder conduits or ducts. 
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Fic. 5,711.—Walker duct under floor installation so designed as to adequately cover all usable 
areas making provision for any and all requirements for the life of the building. Double 
size ducts are used at important feeder points of the telephone and signal duct system. 
Each sub-panel is fed by a separate riser; cross run feeds are alternately for light current and 
low tension. 


In planning a round conduit system the rated capacity of a conduit may 
be utilized and in the case of a lighting current system the full capacity of 
each circuit available may be used. 


In the case of under floor ducts, however, every outlet utilized should be 
a separate circuit as far as the nearest junction box. Therefore, junction 
boxes and home runs should be spaced, as a rule, not more than thirty or 
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forty feet apart. If these home runs feed more than two parallel runs of 
under floor duct they should be somewhat more frequent. 


This is particularly true of a lighting current system as the Code permits 
only ten No. 14 wires in any one run of under floor duct between junction 
boxes. Hence lighting home runs should not be expected, regardless of con- 
ductor capacity, to serve more than five possible outlets in each direction 
from each box served by that particular feeder. General practice has been 
to space junction boxes from twenty to forty feet apart and provide feeders 
of 1 inch or 114 inch pipe for each separate system (lighting; telephone, low 
tension) at each box or at every other box. If possible connections to low 
tension cabinets should be duct. 





Fic. 5,712.—Fullman adjustable floor outlet. The box body is shown out of level which is 
the usual condition. The adjusting ring is set level with the finished floor line. Note how the 
adjusting ring dips into the groove deeper on the high side of the box body. When the cement 
in the groove of the box body hardens, the two parts are united just like a solid casting. 
The cover plate is in alignment with the finished marble floor. The brass flange ring protects 
the edge of marble floor from chipping upon repeated removal of cover plate. 


Code. 


506. Underfloor Raceways. 


a. Underfloor raceways shall be used only in dry locations, free from corrosive, hazardous 
and extra hazardous conditions, in buildings of fire-resistive construction and where embedded 
in concrete or concrete {fill of floors which are of sufficient thickness to exceed the height of 
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Code.—Continued. 


‘raceways at all points. They shall not be used for circuits of more than 300 volts nor for any 
wire larger than No. 8 nor any wire protected by an automatic overload protective device ex- 
ceeding 30 amperes. 


6. Underfloor raceways shall be of an approved type and may be placed in the concrete fill 
between the rough and the finished floor when there is at least 1 inch of concrete placed above 
the raceway, except that with a duct of approximately round or half round section, or of flat 
top section not exceeding 11% inches in width, this may be reduced to 34 inch. Upper surface 
of flat top ducts shall not be more than 4 inches wide nor shall be placed side by side without at 
least 14 inch of intervening concrete, or unless cover depth is increased to 114 inches. Open- 
bottom types of underfloor raceways shall not be used in floors of monolithic construction. 


c. Open-bottom types of underfloor raceways shall rot be used in shallow floor concrete fills 
unless proper cover is maintained and a smooth pad of 1 inch concrete having a margin of at 
least 1 inch on either side of the raceway, or unless approved fittings are used which will pro- 
tect the wiring from contact with piping structural steel or other obstructions, except that 
where transverse conduit is encountered the pad thickness may be reduced to 4% inch. Open- 
bottom type shall have under it the above required pad except where approved fittings are so 
installed as to protect the wiring from contact with and leakages to piping, structural steel or 
other obstructions below. 


d. Underfloor raceways shall be laid so that. a straight line from the center of one junction 
box to the center of the next jurction box will coincide with the center line of the raceway. 
Raceways shall be made mechanically secure to prevent disturbing this alignment during 
construction. 


e. All joints along edges of raceways and between raceways,. couplings and junction boxes, 
and between the junction boxes cover plate and cover ring shall be filled with an approved 
waterproof cement, but with metal raceway this shall not interrupt the required electrical con- 
tinuity of the raceway. Approved fittings may be used to take the place of waterproof cement 
between junction boxes, cover plate and cover ring. Raceways, with their fittings, should be so 
arranged, that there will be no low points, or traps in the raceway run. Crossing shall be 
avoided wherever practical. 


f. Where raceways are run at other angles, than right angles, special fittings shall be pro- 
vided, if in the judgment of the authority enforcing this regulation, those gre necessary. Con- 
nections between raceways and distribution center,.or the side wall outlets, shall be by means 
of conduit or approved fittings. Electrical continuity shall be maintained for metai raceways 
and fittings. At every end of line of duct, a fitting shall be installed extending through the 
floor to mark the line of the duct. Where a duct line is interrupted by another cuct line, but 
continues in a straight line beyond, and has junction boxes or outlets on either side of the cross- 
ing line, no markers shall be deemed necessary at the interrupting point. Dead ends of ducts 
shall be closed. 


g. Inserts for outlets and junction boxes shall be made in an approved manner, with approved 
fittings, and shall make a tight contact with the raceway. In the case of metal raceways, inseris 
and junction boxes shall be of metal, electrically continuous with the raceways. Inserts in fibre 
raceways shall be screwed into the fibre and shall not be set until floor is laid unless inserts 
are mace mechanically secure by separately grouting themin. All inserts and junction hoxes 
shall be carefully leveled to the floor grade and sealed with an approved watertight plug. 


h. Care shali be exercised in setting inserts and when cutting through the raceway wall that 
chips and other dirt do not fallinto the raceway. Special tools designed to eliminate this and to 
prevent the tools entering the raceway and injuring wires already there, shall be employed. 


#. Underfloor metal raceways, and all metal fittings, shall be of a type, and of such material, 
or protected by such coatings, as shall suitably resist corrosion, and any coating shall be such 
as will resist removal by ordinary handiing. 
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Code.—Continued. 


j. Underfloor metal raceways shall be continuous from outlet to outlet, or from approved 
fitting to approved fitting. 


k. Underfloor raceways of metal shall be electrically continuous and grounded as prescribed 
for other metal wiring raceways in article 9 of this code, and at a point as near as practical to 
the source of supply. | 


1. A combination type of underfloor raceway may be used for both signalling, and lighting 
and power wiring systems provided the different wiring systems are run in separate compart- 
ments, and the same relative position of compartments is maintained throughout the premises. 


m. Where open-bottom raceways are used approved, doubie braid rubber-covered wires, 
type RD, armored cable or non-metallic sheathed cable shall be used. Where it is impossible 
to install the required pad for crossing conduits or structural steel, only armored cable or non- 
metallic sheathed cable shall be used. Wherever armored cable is used it shall be grounded in 
accordance with article 9 of this code. 


For closed-bottom raceways approved rubber-covered wires, type R shall be used, or type 
RD, armored cable or non-metallic sheathed cable shall be used. 


#2. Wires used in underfloor raceways, either open or closed bottom shall be continuous from 
outlet to outlet, or from junction box to junction box, or from junction box to outlet. Wires 
shall have no joints or taps located in the raceway proper, nor at inserts. Joints or taps shall 
be made in junction boxes by splicing and soldering, or by use of an approved fitting, approved 
for the purpose. Armored cable and non-metallic sheathed cable shall be secured at the outlets 
by approved fittings. 


When an outlet is discontinued the wires feeding that outlet should be removed 
from the raceway. 


o. Not more than ten wires shall be placed in any one raceway, nor shall the combined cross- 
sectional area of all conductors exceed 30 per cent of the interior cross-sectional area of the 
raceway; where only armored cable or non-metallic sheathed cable is contained this shall not 
apply. Wires or interior wiring systems not electrically connected to each other within the 
building shall not be contained within the same raceway. 

p. Wires shall not be drawn in until all mechanical work on the building which is liable to 
injure the wires has been completed, so far as practical. 

q. Where alternating current is to be employed for wires within a metal raceway the wires 
and circuits shall be so grouped that the current in one direction is substantially the same as that 
in the opposite direction. | 
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TEST QUESTIONS 


. Name two types of wiring systems for wiring under 


floors. 


. Describe a typical under floor system. 
. What name is given by the Code for under floor 


systems? 


. Describe under floor duct. 

. How is the duct installed? 

. Describe two types of plug used. 

. What must be done when a duct outlet is to be used 


for service? 


. Describe a surface extension. 
. Name the various fittings used with duct. 
. What kind of a fitting is used when an outlet is to be 


connected at the end of a duct? 


. Describe an under floor junction box. 

. Can any rules be given for making under floor layouts? 
. Name four classes of layouts. 

. Name an important factor to be.considered in making 


a layout. 


. What spacing should be given to junction boxes? 
. How many wires does the Code permit in a single 


duct? 


. Must a layout necessarily take care of all possible 


conditions? 


. What are the features of under floor duct around outer 


wall arrangement? 


. Describe some typical under floor duct installations. 
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20. 


21. 


LL: 
Zo: 


What should be considered in planning a round conduit 
system? 

In under floor ducts should every outlet utilized have 
a separate circuit? 

What is a home run? 

How many outlets should be served by a lighting home 
run? 
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CHAPTER 118 


Wiring Under Plaster 


For wiring under plaster extensions, the Code specifies that 
such extensions shall be run in rigid or flexible conduit, armored 


cable, metal mouldings, or electrical metallic tubing of approved 
standard. types. 








Fic. 5,713.—National “‘Ovalduct”’ flat under plaster raceway. It consists of a welded rigid 
tube, with an oval cross section 13 /32 inch high x 31 /32 inch wide, shallow enough so that 
it can be embedded in, and completely covered by plaster of ordinary thickness, when 
fastened directly to fireproof under body of concrete, tile or brick. Ovalduct is furnished 
in ten foot lengths, ten lengths to a bundle. 


For under plaster work the various forms of flexible conduit are made 
flat or oval shaped so that when installed, the conduit will not project 
outside the surface of the plaster. National ‘‘Ovalduct” is an example of 
under plaster flat raceway. Its general appearance is shown in fig. 5,713. 


For installations where close bends are required, such as 
dropping under exposed ceiling beams, or passing around pro- 
jecting columns, on walls, and for fished work, a flexible or 
armored flat cable as shown in figs. 5,714 and 5,719 1s used. 
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It 1s recommended that three wire flat conduit or cable be used instead 
of the two wire, because in many instances the third wire is required for 
switch control. When the two wire conduit or cable is used, it 1s necessary 
to install an extra run to carry the third wire when that wire is required. 


Fittings and Outlet Boxes.—Flat raceway devices and fit- 
tings include a switch box 1% inches deep, round outlet boxes 
34 inch deep, a sleeve coupling for joining two lengths of 
raceway or an elbow to raceway, a 45° flat elbow, a 90° ver- 
tical elbow, fastenings, and connectors which make it possible 
to extend flat raceway from any other type of raceway or 
wiring system. 





| 


Fics. 5,714 and 5,715.—Flat armored cable for under plaster work. Made with three con- 
ductors in sizes 14 and 12; also with two conductors in sizes 14, 12 and 10. 





Fic. 5,716.—National squeeze type coupling. Fic. 5,717.—National 90° elbow. 


Wiring Under Plaster 3,407 


For joining lengths of flat raceway a coupling which slides over the race- 
way end is used, as shown in fig. 5,716. It makes a secure grounded connec- 
tion when screws at sides are tightened. Joins two elbows, or raceway and 
one elbow in the same manner. 


Fig. 5,717 shows a 90° elbow used for both external and internal angles. 
It is joined to the raceway or to a second elbow by the coupling shown in 
fig. 5,716. It also fits into connectors. 


The 45° flat elbow shown in fig. 5,718 1s also joined to the raceway or to 
a second elbow by the coupling. 


The type outlet box used is similar to the ordinary box 
«with exception that it is made shallow and has oval instead of 
“round knockouts in the side, so shaped to fit the oval raceway 
“or cable. 


Fig. 5,719, shows a typical box. 
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| Fic. 5,718.—National 45° flat elbow. 
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Fic. 5,719.—Shallow outlet box for oval conduit or oval armored cable. Proportions, 34 
inch deep overall. 34 inch maie fixture stud which is part of the box. Four }4 inch knock outs 
in bottom and six oval knock outs in side spaced at 45°. Cover lugs and screws will take 
standard 4 inch round covers. Use oval connector. 
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Numerous types of connectors are shown in figs. 5,720 to 5,723. 


i 
{ 


Conduit Riser.—The most important unit of permanent |, 
conduit installation used in conjunction with easily changed 
ceiling and wall under plaster extensions of oval raceway or’ 
oval cable, is the conduit riser. 





Fics. 5,720 to 5,723.—National connectors. A, straight box connector, set screw type; B, 


cable box connector, seb screw type; C, connector for metal moulding boxes; D, straight box 
connector, squeeze type. 


This consists of conduit turned up from run in floor fill, into a convenience 
outlet 12 inches up the side wall or column, conduit extended thence up wall 
into permanent switch outlet located at usual height of 4'4 feet from floor, 
and thence extended further up wall, terminating in junction or pull box 
near ceiling, as shown in fig. 5,728. 
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When riser is used with oval raceway extensions, a 90° ver- 
tical elbow is run into a knockout in uppermost wall of pull 
box with a connector which permits elbow to pivot. 


This allows oval raceway ceiling extension to run in a straight line from 
the elbow to location of the nearest outlet. When a riser is used for oval 
flexible cable ceiling extensions, space above pull box being open for reasons 
stated, oval cable ceiling extensions are started directly from box connector 
inserted in top wall of pull box. 





Fics. 5,724 to 5,726.—National fastenings. Fig. 5,724, two hole fastening strap; fig. 5,725, 
two hole strap; fig. 5,726, wire toggle. The wire toggle is for fastening all sizes of oval 
armored cable to metal lath or tile. Insert toggle through hole, spread wire around the cable 
and twist with pliers. Twist wires at one side of cable to keep ends within plaster thickness. 





Fic. 5,727.—National 90° angle box connector. Will take oval raceway and elbows into 
4 in. conduit knockouts or when used with pipe coupling, connects oval raceway and elbows 
direct to 4 in. conduit. 


NOTE.—It is recommended that two conduit risers of the same kind as the one described, 
be installed diagonally from each other, in each bay of the office space under consideration. 
This avoids crossing oval raceway or oval flexible cable under dropped beams in ceilings, and 
locates permanent riser switch outlets and convenience outlets, so that the.minimum number 
of extensions. will have to be made, when partitions required by the tenant layout divide the 
space. Conduit risers should be located at points on walls or columns where dividing partitions 
are not likely torun vertically up wall with them, as this immediately renders permanent switch 
outlet and convenience outlet useless, and necessitates installation of extensions which might 
not have been needed had positions of risers been chosen more carefully. 
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Ceiling and Side Wall Exten- 
sions.—Ceiling extensions have for 
their starting point the 90° elbow 
fastened in ceiling junction box 
which terminates conduit riser 
shown in fig. 5,728. 
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Side wall extension of raceway can be 
run out of knockout in vertical side of 
any box of conduit riser, by cutting away % 
under plaster material in long slant to- 74 IN. CONDUIT 
ward back of box, and offsetting raceway 
flatwise into angle so formed with the 
wall surface. Initial lighting extensions 
are run with raceway from conduit riser 
or risers in each bay, before any plaster- 
ing is done. 
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2. To provide lighting for a large space, in case dividing 
partitions are not required; 


3. It is important as means of securing sufficient thickness. 
of plaster over the entire space to conceal the raceway, so 
that when plaster is channelled in different locations for final 
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Fic. 5,729.—Method of channelirg plaster groove for oval raceway or oval armored cable 
This operation is performed with a cold chisel and hammer, the channel limit front being 
marked as seen at the right. 


lighting extensions, there will be ample plaster in which to 
embed the duct. 


It should be noted, that when making any raceway or cable extensions, 
after plastering has been completed, only the plaster need be grooved. After 
duct has been laid in plaster groove, a little plaster patching is sufficient to 
cover it and restore original smoothness of ceiling. 
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For either oval raceway or oval flexible cable extensions, a 90° angle 
connector may be inserted in box knockout, and the raceway or cable exten- 
sions started from it. Two wire oval cable will require a smaller size con- 
nector of this type than the one suitable for both oval raceway and three 
wire oval flexible cable. 
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Fic. 5,730.—Method of fastening oval raceway with straps in channel cut in plaster. The 
illustration shows the end of the raceway joined to a switch box with a connector. 


After installing the raceway, a fish cable is used in pulling in the con- 
ductors. Fig. 5,732 shows the operation of inserting the fish cable in the 
raceway and fig. 5,733, detail of fish cable. 


Instead of using elbows, turns are frequently made by benca- 
ing the raceway as shown In fig. 5,734. 
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If the bending be carefully done, the raceway will not be distorted. 
While it is possible to bend the raceway flatwise, this requires special tools 
and equipment, in order to retain proper. cross sectional dimensions, hence 
the practice is not recommended for the field. Because of the complicated 
method which must be followed, the manufactured flat elbow as shown in 
fig. 5,718 is generally used for flat bends. 





WIRE TOGOLE: 


Fic. 5,731.—Method of fastening oval raceway with wire toggle to lath. 


NOTE .—The thickness of plaster and of lath and plaster in installing under plaster wiring 
should first be determined. Formerly the thickness of plaster and lath was about 1 inch, but 
the practice now is to cut the thickness down as much as possible and in some cases of un- 
scrupulous contractors it requires a stretch of the imagination to regard it as plastering. Ac- 
cordingly, before attempting to install under plaster wiring the thickness of the plaster should 
be determined. To install under plaster wiring, the plaster is first channeled out from conduit 
riser outlet to end of the extension. Fig. 5,729 shows this operation. After the channel is 
completed from the riser outlet box to the end of the extension, the raceway is fastened in the 
channel with straps as shown in fig. 5,730. Fora ceiling extension the raceway is fastened with 
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Fic. 5,732.—Method of inserting fish cable in raceway. 
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Fic. 5,733.—National fish cable used for pulling in conductors in oval raceway. Jt consists 
of stranded cable of piano wire enclosed in outside helix of the same material; ends of both 
stranded cable and outside helix are fastened securely into heads, or eyes ateachend. It is 
tested to 350 Ibs. pull. When it is pushed through raceway, wires can be attached to spe- 
cially shaped head, or eye, at either end, and pulled through raceway, without use of usual 
cord. This cable is made flexible enough to fish through 5 elbows. Attach conductors 
directly to end eye of cable. 


NOTE .—Continued. 


a wire toggle as in fig. 5,731. This toggle is shown in detail in fig. 5,726. The extension in 
fig. 5,731 passes through a partition and is joined at its end to an outlet box, as seen through 
the transom. This box is 8 inch deep and its edges should be flush with the surface of the 
plaster. 
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<1G. 5,734.—Method of bending flat raceway edgewise between grooved blocks. Two wood 
¢ blocks are secured to step ladder or work bench, with grooved ends adjacent, to hold raceway 
[ during bending operation. They are mounted with sufficient space between to allow tor in- 
¢ sertion of raceway from the side, which eliminates awkward operation of sliding raceway 
» lengthwise through groove. After the raceway has been inserted in groove between blocks, 
i it can be bent to any desired radius and degree of angle at any point in the length, by ex- 


> erting downward pressure on it in short hziches. 
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Fic. 5,735.—Method of. fastening flat armored cable in plaster groove on concrete ceiling 
Note connection of the cable with outlet box. 
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Fic. 5,737.—Oveal cable run horizontally behind picture moulding with sharp bends. 
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Fic. 5,739.—Oval cable circling round column behind baseboard. 
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Under Plaster Extensions with Flat Armored Cable.—This: 
flat cable, shown 1n figs. 5,714 and 5,715 is very flexible and 
is embedded in plaster in the same manner as described for: 
flat raceways. It renders lighting installations subject to easy: 
change for tenant requirements. Same shallow fittings are 
used, excepting a few items, and are interchangeable for both 
wiring materials. 
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Fic. 5,740.—Outlet box at end of conduit riser, showing connection with oval raceway by 
means of a connector, elbow and coupling. 


In conjunction with conduit riser shown in fig. 5.728 ceiling extensions 
of oval cable in office bay are started from straight or 90° angle connector 
inserted in top knockout of rzser ceiling junction box. Side wall extensions 
of oval cable can be started from side knockouts of any riser box by cutting 
away enough concrete or tile at side of box. to allow room for oval cable to 
be bent into a straight box connector fastened in a side knock out of box. 


Two applications of oval cable are shown in figs. 5,736 and 5,737, which 
avoids bending or use of fittings as would be necessary with raceway wiring. 


In the operations shown in figs. 5,738 and 5,73) it 1s seen how much time 
is saved due to the flexible cables. Wire toggles may be used for fastening 
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Fics. 5,741 and 5,742.—Connection of extension branch to extension run of raceway with out- 


let box, also method of fastening the box on tile with toggle bolt. 
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Fic. 5,713.—Offset made in oval raceway by means of fittings. 
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Fic. 5,744.—Two lighting outlets served from the safe junction box. 
Fic. 5,745.—Oval raceway ceiling extension connected directly to conduit riser... 
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Fic. 5,746.—Oval armored cable |, 
switch box installed with switch | 
leg of two wire oval cable. 
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b. Such extensions shall be run in rigid or flexible conduit, armored cable, metal moldings, 
or electrical metallic tubing, of approved standard types. Standard sizes of conduit, cable, 
molding or tubing shall be used except that for single wires only, conduits or tubing may be not 
smaller than 5/16 inch. Raceways especially approved for this use may also be employed. 


c. Such extensions shall be laid on the face of masonry or other material of which the walls 
and ceilings are composed and shall then be buried in the plaster finish. They shall not be: 
run outside of the floor or suite in which they originate. 


d. The methods of installation for such extensions shall be as given in the appropriate sections) 
of this article for the kind of raceway employed, except that raceways may be used for single} 
conductors even when alternating current is employed. | 

| 
| 





Fic. 5,748.—National extension ring for Ovalduct. 4 in. diameter, 34 in. deep over all. Six 
oval knock outs in side spaced at 45°. Will fit any 4 in. octagon or round box and 1s provided 
with four fastening lugs to permit turning the ring in line with Ovalduct runs. Cover lugs 
and screws will take standard 4 in. round covers. 
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TEST QUESTIONS 


. What are the Code ren for wiring under 


plaster? 


. What form of conduit is used for under plaster work? 
. What should be used for close bends? 

. What kind of fittings are used? 

. Describe the squeeze type coupling. 

. Describe the kind of outlet box used for oval armored 


cable. 


. Describe a conduit riser. | 
. What kind of a fitting should be used when riser is used 


with oval raceway extensions? 


. When should two conduit risers be used? 
. Give the method of channeling plaster grooves for oval 


raceway. 


. How is the raceway fastened in the groove cut in the 


plaster? 


. Give the method of inserting fish cable in raceway. 
. How is flat raceway bent edgewise? 
. What is the method of fastening flat armored cable in 


blaster? 


. What kind of fittings are used for under plaster ex- 


tensions with flat armored cable? 


. Describe the method of connecting an outlet box at 


end of conduit riser. 


. What is the method of fastening an outlet box on tile? 
. How is an offset made with oval raceway? 
. Give sketch showing two lighting outlets connected to 


the same junction box. 
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20. 


21. 
oD. 
75: 


Wiring Under Plaster 


Make layout showing oval raceway ceiling extensior 
connected direct to conduit riser. 


How is a switch box for oval armored cable installed: 
Makea sketch showing oval cable run behind baseboard 


How is oval cable run, behind picture mouldings wher 
there are sharp bends? 
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CHAPTER 119 


Grounding 


‘The term grounding as here used is defined as: the inten- 
onal connection of a circuit to the earth for the purpose of in- 
“uring safety from shock. 


Thus, if any live conductor be efficiently connected to earth, a person 
touching the conductor cannot receive a shock, since there is no difference 
of pressure between the earth on which he is standing and the conductor 
which he 1s touching. 


The principal reason for grounding a circuit is that of shock. 


A person touching a circuit at any two points between which there is a 
difference of pressure, will receive a shock. The danger or severity of shock 
from touching simultaneously two live wires of a circuit is not affected by 
grounding the circuit, but the danger of severity of shock from touching 

‘ simultaneously either wire and the ground does depend upon whether the 
circuit be grounded or not. 


It should be noted that the sensitiveness of different people to shock varies 
a great deal and that the severity of a shock depends as much on the surface 
resistance of the skin (whether dry or wet) and on the parts and organs of 
the body through which the current passes, as on the voltage. It is there- 
fore impossible to say that any voltage used in practice is so low that under 
no condition can it give a dangerous shock. However, considering ordinary 
conditions and the result of a majority.of the shocks, circuits of voltages 
up to and including 220 volts may be considered as not liable to cause a 
serious shock, whether grounded or ungrounded, and may be referred to as 
low voltage circuits. 


When a circuit is intentionally grounded, the voltage of the 
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grounded point is made permanently that of the earth and th 
voltage of every other point of the circuit becomes fixed witl 
respect to the ground. 

When one conductor 1s grounded it depends upon whicl 
conductor a person touches as to whether he receives a shock. 
as in figs. 5,749 and 5,750. 

The reason he receives no shock in fig. 5,749 is because the connecting o 

a point on the circuit conductor to the earth, insures that the point, on th 


conductor, and the earth will always be at (practically) the same voltage. I 
insures that there can be no voltage between them. Since there can be n 


220 VOLTS 
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Fics. 5,749 and 5,750.—Low voltage system with one conductor grounded. If a person toud 
the grounded wire as in fig. 5,749, he will not receive a shock, but if he touch the other wil 
he will receive a shock, as in fig. 5,750. : 


voltage between the grounded point of the circuit conductor and the earth 
a person in contact with the earth could touch the grounded point of th 
conductor without danger of being shocked—without danger of curren} 
flowing through him. 


Another way of looking at it 1s to consider that the ground wire, from th 
conductor to earth, forms a shunt around the person who is touching th 
conductor and that practically all of the current which flows to ground wi 
flow through the ground wire and practically none through the person. 


Danger arises in an ungrounded low voltage circuit when a high voltag 
wire comes in contact with one of the wires of the low voltage circuit, as 1 
fig. 5,751. 
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This danger is avoided by grounding one wire of 'the low voltage curcuit 
‘as in fig. 5,752. 


in grounding, two kinds of grounds are to be distinguished: 
1. Grounding of conductor; 

2. Grounding of conduit or other forms of containers for 
ares. 


2000 VOLT CIRCUIT 


M |. 
I 220 VOLT CIRCUIT . 
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G. 5,751.—Ungrounded low voltage circuit in contact with a grounded high voltage circuit. 
A person gets a 2,000 volt shock if he touch wire M, and a 2,220 volt shock if he touch wire S. 
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G. 5,752.—Grounded low voltage circuit in contact with a grounded high voltage circuit. A 
person gets a small shock if he touch wire M, and no shock if he touch wire S. 
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The reason why a conduit should be grounded is because in case of a shor 
between the conduit and one of its wires, and the external circuit com 
in contact with a wire on a grounded high tension circuit a person touchin: 
the conduit would be subject to the high voltage, as indicated in fig. 5,753 


Ground Wire.—This wire is used to connect a circuit con 
ductor, conduit, or other device to an earth plate, water pipe 
etc. The ground wire used must not be smaller than No. I 
copper. . 


GETS SHOCK | ey 2000 VOLTS 


220 VOLTS aa @ 
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Fic. 5,753.— Diagram illustrating the importance of grounding conduit or external metal cove! 
ing On lighting circuits. 


Larger sizes of wire may be used, and are required for large service instal 
‘lations. The size of wire required for grounding is determined by the amper 
capacity of the service wires. This ground wire need not have any insulation 
and may he fastened to the building with nails or staples or with cleats o 
knobs. 

One end of the ground should be sweated to a lug and the lug should br 
bolted to the service switch cabinet. All service switch cabinets are arrangec 
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for grounding. The other end should be sweated to a ground clamp. The 
wire should be run as straight as possible to a water pipe and be fastened 
to the latter on the street side of the meter. If the distance to a pipe on the 
street side of the meter be considerable, and a cold water pipe on the house 
side of the meter be available, the ground wire may be attached to the latter 
and a copper jumper should then be placed around the meter. 


When the neutral wire is grounded, No. 8 copper wire, rubber covered, 
single braid, must be used, and it should be encased in conduit from the 
service switch to the ground clamp. 


Ground Connection.—Generally a water pipe is selected for 
1 ground connection in house wiring installations. In the 
absence of which, efficient. connection can be made as by means 
of embedded plates or pipes driven in the ground. 

Driven pipes possess many advantages over other methods 
which have been used, such as buried plates, buried. strips, 
Soils of wire, and the various patented ground electrodes com- 
monly advertised. 


Chief among the advantages are the low cost of the pipes as compared 
with the other forms of ground electrodes, and the simplicity of driving a 
pipe compared with the task of excavating for and installing the buried 
form of ground electrode. Moreover, the ground area required by a driven 
pipe is small, a decided advantage in some places where excavation is out 
of the question because of restricted space or pavements. 


Another noteworthy advantage is that the connection between the ground 
wire and the driven pipe can be made above the surface of the ground, which. 
affords easy inspection and testing, and eliminates the possibility: of a 
defect being obscure, such as a ground wire broken below the ground sur- 
face by corrosion or by mechanical thrusts and shifting caused by frost. 


An analysis of the electrical resistance to earth formed by the different 
types of grounds shows that the driven pipe compares very favorably with 
any of its competitors. It has, also, the outstanding advantage that two or 
more pipes may be driven and connected in parallel at a cost usually less 
than that of one of the buried types of grounds, and thus it is possible to 
obtain a very much lower ground resistance with driven pipes than with the 
other types for a given cost. 


Where permanent moisture is at a considerable depth in the soil, the 
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Fic. 5,754.—Method of grounding neutral and service cabinet. Some cities permit grounding 
. to cold water pipes without jumping the water meter. Whether or not meters should be 
| jumped depends upon their construction. 
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Fic. 5,755.—Method of grounding a motor frame. 


Fic. 5,756.—Method of grounding conduit system to water pipe. 
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driven pipe has an obvious advantage, being capable of seadbiias depths of 
twenty feet or more where the soil is of friable texture. 


Copper clad steel ground rods have been used in a few cases 
‘and in general have the same characteristics as pipe. 


They have the additional advantage of resisting corrosion over a some- 
what longer period, and they also allow a simple soldered connection to the 
copper ground wire. Their cost, however, is considerably more than even 
the extra heavy galvanized pipe for a given diameter. 


Apparently there has not been enough experience with the copper clad 
steel rods in actual service to say definitely whether their extra expense is 
justified by added life. Considered on the same cost basis as the standard 
iron pipes, the copper clad rods would be entitled to favor. 


NOTE.—An efficient earth plate can be made of copper sheet No. 16 gauge, some 2 
3quare m in area, to which the earth connection of, say, No. 0 gauge is soldered across its 
iwhole width, and may also, with advantage, be riveted. The plate should be placed in a hole 
n the ground with some 60cm. depth of coke or charcoal, crushed to pieces the size of a pea, 
Selow it, and with the same amount of coke or charcoal above it. The hole must be of sufficient 
‘epth to reach to permanently damp earth, and is filled in after the plate and coke have been 
sdlaced in position. If no suitable permanently damp earth can be reached, it may be necessary 
tO run a water pipe to the plate in order to keep the surrounding ground moist. 


Code. 


ARTICLE 9. GROUNDING. 


NOTE.—The whole subject of grounding of equipment and appliances in interior wiring 
3ystems including methods of grounding by means of auxiliary conductors, what fixed equip- 
ament should be grounded and whether portables in domestic establishments need be grounded 
and if so how, is to be submitted to a general conference during 1928 with a view to a special 
report to the next meeting of the Electrical Committee—N. F. P. A., and appropriate action 
for the next edition of this Code. 


901. General. 


a. Where low-potential circuits, arresters, equipment, conduit, armored cable, metal race- 
ways and the like are grounded as a protective measure, they shall be so arranged that. there. 
will be no objectionable passage of current over the grounding conductors. The temporary 
currents, which are set up under accidental conditions while the grounding conductors are per- 
forming their intended functions, are not to be considered as objectionable. Where an objec- 
tionable flow of current occurs over a grounding conductor, due to the use of multiple grounds, 
(1) one or more of such grounds shall be abandoned, or (2) their location shall be changed, or 
(3) the continuity of the conductor connecting the grounding connections shall be suitably 
interrupted, or (4) other means shall be taken to limit the current. 


b. The grounding connection, including electrode and grounding conductor, shall be perma- 
nent and effective and shall always be made on a continuous-metallic underground water piping 
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system if one is available. The protective grounding of electrical circuits and equipment 
to water piping systems, when done in accordance with this article, is essential, since such| 
ground: ing offers the most efficient protection to life and property and it is not injurious to the 
piping system. In the absence of such a water piping ates a system ground conductor or.a/ 
secondary neutral grid shall! be used if available. : 


c. Where such a water piping system, a system ground conductor, or a secondary neutral 
grid is not available the grounding connection shall be made in.a manner to secure the most, 
suitable ground and, by one of the following methods: ! 


! 
| 


1. A continuous metallic underground steam piping system; | 
2. A continuous metallic underground gas piping system; | 
3. The metal frame of the building; 

4. A local metallic underground piping system, metal well casing and the like; 


5. An artificial ground whose electrode consists of driven pipe, driven rod, buried! 
plate, or other devices approved. for the purpose. 


“a ‘Where artificial grounds are used they shall, as far as prnciesbie: be éwbedded below per-: 
manent moisture level. Each electrode shall present not less than 2 square feet of surface to! 
exterior soil. Electrodes of plate copper shall be at least .06 inch in thickness. Electrodes of' 
iron or steel plates shall be at least 144 inch in thickness. Electrodes of iron or steel pipe shalli 
be galvanized and not tess than 34 inch internal diameter. Electrodes of rods of steel or iron: 
shall be at least 34 inch minimum cross-section dimension. Approved non-ferrous.rods used’ 
for electrodes shall be not less than 44 inch in diameter. Driven electrodes of pipe or rods, 
when of less than standard comme:cial length, shall preferably be of one piece and shall be: 
driven, except where rock bottom is encountered, to a depth of at least eight feet regardless of 
size or number of pipes or rods used. 


e. The combined resistance of an individual grounding conductor and its connection with the: 
ground shall not exceed 3 ohms for water-pipe or other continuous underground metallic-piping: 
electrodes, nor 25 ohms for artificial grounds. Where resort must be had to artificial grounds: 
the number of electrodes shall be determined as follows: not more than one is required for light- 
ning arresters except where for large current capacity. Not more than one is required for 
conduit, equipment and other non-currert carrying parts. Not more than one is required for 
grounding low-voltage alternating-current distribution circuits where such ground conrection 
constitutes one of a multiplicity of grounds on the same circuit; but otherwise at least two elec- 
trodes shall be provided and shall be at least 6 feet apart and at least 6 feet from other ground-: 
ing electrodes. The combined area in contact with exterior soil shall be not less than four‘! 
square feet. If the resistance to ground is in excess of 3 ohms the grounding conductor, ex- 
cept in rural districts, shall be protected and guarded by being enclosed in insulating conduit 
or moulding to protect persons from injury by coming in contact with it. 


It is recommended that ground connections when installed be tested for re- 
sistance unless multiple grounding to water piping system is used. 


f. Where a system ground conductor or secondary neutral grid is employed it shall be effec- 
tively grounded at intervals which will satisfy the requirements as to current-carrying capacity 
and resistance prescribed in this article. 


902. Grounding for Distribution Systems and Interior Wiring. 


a. Two-wire direct current systems supplying interior wiring systems and operating at not to 
exceed 300 volts between wires shall be grounded on one conductor and at the supply station 
but not at individual services. 


It is recommended that 2-wire direct-current systems be grounded if a neutral 
point can be established and if the maximum difference of potential between 
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the neutral point and any other point on the circuit does not exceed 300 volts. It 
is recommended that 2-wire direct-current systems be not grounded if the potential 
to ground of either conductor would exceed 300 volts after grounding. 


b. Three-wire direct-current systems supplying interior wiring systems shall be grounded 
'on the neutral at one or more supply stations but shall not be grounded at individual service 
entrances. 


c. Secondary alternating-current distribution systems supplying interior wiring systems 
shall be grounded on one conductor if they can be so grounded that the maximum voltage to 
ground does not exceed 150. Similar systems operating with the voltage to ground exceeding 
150 volts may be grounded. 


It is recommended that such systems be grounded as provided herein, if the — 
difference of potential exceeds 150 volts, but does not exceed 300 volts. 


d. The ground connection for a grounded-secondary alternating-current distribution system 
shall be made, except as provided below, on every individual service. Additional ground 
connections may be made on the leads of the transformer or transformers or at one or more 
points on the system. By permission of the authority enforcing this code (1) any individual 
ground connection may be omitted provided there are other good ground connections or (‘2) 
transformer or system grounding solely may be used. 


e. Electric furnace circuits need not be grounded. 


f. Where transformers supply a common set of distribution mains, such fuses as are installed 
shall be so placed as not to leave any portion of the secondary system without ground protection 
after they have been blown. 


g. For alternating-current interior wiring systems the conductor to be grounded shall be as 
follows: 
1. Single-phase, 2-wire; the identified conductor. 


2. Single-phase, 3-wire; the identified neutral conductor. 


3. Multiphase systems having one wire common to all others; the identified 
common conductor. 


903. Method of Grounding Circuits. 


a. Where a grounding connection is made on an interior wiring system, it shall be made on 
the line side of the service switch, and before the interior wiring system is put in use. It shall 
always be-made upon the identified wire, commonly known as “‘the white wire.” 


b. The grounded conductor of an interior wiring system shall be connected from one point 
only within building to the grounding electrode or electrodes. 


904. Grounding for Metal Enclosures, Coverings and Fixed Equipment. 


a. Exposed nor.-current carrying metal parts of fixed equipment, such as the frames and 
metal exteriors of generators, motors, transformers, controllers, fixed appliances, lighting 
fixtures, conduit, armor of cable, metal raceways, and the like but not including lined covers of 
surface type snap switches nor lined shells of standard sockets, shall be grounded and the point 
of attachment of the grounding conductor for service conduit systems, devices and appliances 
shall be accessible. The point of attachment of the grounding conductors for conduit, armored 
cable, metal raceways and the like shall be such that no part is grounded through a run of smaller 
size. 

b. The following exceptions are permitted where the voltage of contained conductors does 
not exceed 150 to ground, and the contained conductors are on grounded circuits or on Cir- 
cuits unexposed to voltages above 150 to ground, and the installation is not in an industriai 
establishment, nor in a moist, corrosive, hazardous, or conductive location, the following need 
not be grounded, but in all cases may be grounded. 
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1. Service runs of conduit, under the further conditions stated in Section 404, 
paragraph g, of article 4. 

2. Runs of less than 25 feet of conduit, armor of cable, metal raceways, etc., 
when these runs are free from metallic contact with the ground and from ad- 
jacent grounded metal and are guarded when within reach from grounded surfaces. 


3. Boxes, cabinets, outlet and terminal fittings. 
4. Objects exempted from grounding by other rules of this Code. 
Conductive Locations are defined as 
1. Any room, all or part:of which is below normal ground level. 
2. Laundries, kitchens, bath rooms. 
. 3. Ground floors of garages, stables and outbuildings with earth or concrete 
oor. 


4. Rooms having floors, walls, or ceilings containing metal lath, metal reinforce- 
ment or metal covering. 


5. Any particular location so designated by the authority having jurisdiction. 


905. Method of Grounding Metal Enclosures, Coverings and Fixed Equipment. 


For the purpose of this section, fixed equipment devices and appliances shall 
include all motors, heaters, ranges, fixtures, pendant sockets and all other similar 
devices which have a metallic exterior and which are connected to the circuit by 
permanent wires, 1.e., without attachment plugs. 


a. Where the service conduit or service cable sheath is grounded, its groynding conductor 
shall be run from it directly to the ground, no portion of the service switch box, or house conduit 
being interposed in the grounding circuit. The following exceptions are permitted: Where the 
service switch box or house conduit is grounded, and is installed in dry, non-corrosive locations, 
the service switch box may be interposed in the grounding circuit of the service conduit pro- 
vided that bonding jumpers or ground clamps or logs or devices approved for the purpose are 
used. 

b. Where sections of conduit, armored cable, metal raceways and equipment are grounded 
they shall be either bonded together and grounded or each section or piece grounded sep- 
arately. 

c. The service conduit, service cable sheath, equipment and the like may use the conductor 
which grounds the system and its electrode for grounding provided that the system is grounded 
at two or more locations not in the same building to a continuous metallic underground piping 
system, otherwise where grounded they shall each have a separate grounding conductor and 
where artificial grounds are used they shall each have a separate electrode. 


d. Metal enclosures and coverings for conductors, and separate grounding wires run in 
wire assemblies with the circuit conductors, are considered as suitable grounding conductors for 
protective grounding of fixed equipment, devices and appliances, when installed and used in 
compliance with the requirements of Article 5 of this Code. 


906. Grounding Conductors. 


a. The conductor for grounding a copper conductor of an interior wiring system shall be of 
copper and shall be without joint or splice. The conductor for grounding conduit, equipment 
and other non-current carrying parts may be of copper, or may be a metal pipe or rigid electric 
conduit, except that under conditions favorable to corrosion, copper only shall be used. 


b. On all service-entrance conduit and where an interior wiring system operates at over 150 
volts to ground and pipe, conduit or raceway is used as the grounding conductor for fixed equip- 
ment, conduits, raceways and fittings, approved bonding jumpers, or other approved devices 
shall be used. Such bonding jumpers shall not be required with properly cleaned threaded 
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joints, made up tight, on pipe, conduit or fittings, nor, except for service conduit, when ap- 
proved threadless joints made up tight to pipe, conduit or fittings, or when two locknuts are 
used. 


c. No automatic cutout, or switch for interior wiring systems shall be placed in a grounding 
conductor, unless the opening of the cutout or switch disconnects all sources of energy. 


d. The installation of the grounding conductor for systems, when not consisting of or en- 
closed in metallic piping, and the insulating covering of the conductor shall comply with all re- 
quirements of this Code applying to wires of the voltage of the circuit to which the grounding 
conductor is attached. Where a wire for grounding an interior wiring system is installed in 
metallic piping and is bonded to it at both ends a bare copper conductor may be used. 


e. Approved ground clamps or other approved fittings shall be used and unless approved for 
general use without protection they shall be protected from ordinary mechanical injury by 
being placed where they are not liable to be damaged or by being enclosed in metal, wood or 
equivalent protective covering. Grounding wires smaller than No. 4, within five (5) feet from 
the floor, shall be protected from ordinary mechanical injury by being enclosed in metal, wood, 
or equivalent protective covering. Lightning-arrester grounding wires shall be protected by 
non-magnetic material, unless the grounding conductor is electrically connected to both ends of 
the protective covering. 


f. The path to ground provided by a system grounding conductor shall, in general, have cur- 
rent-carrying capacity sufficient to insure the continuity and continued effectiveness of the path 
under conditions of excess current caused by accidental grounding of any normally ungrounded 
conductor of the circuit or the system to which it 1s electrically connected. 


g. The grounding conductor for a direct-current system shall have a current-carrying capacity 
not less thah that of the largest feeder of the same system leaving the station. In no case 
shall the grounding conductor be smaller than No. 8. 


h. The grounding conductor for an alternating-current circuit or system shall have a current- 
carrying capacity not less than one-fifth that of the conductor to which it is attached. In no 
case shall the grounding conductor be smaller than No. 8. 


t. The grounding conductor for a lightning arrester shall not be connected to an artificial 
ground electrode which is used for circuits or equipment and the like, but shall be kept at a 
distance of at least 20 feet where practicable. The grounding conductor shall have a current- 
carrying capacity sufficient to insure the continuity and continued effectiveness of the path 
to ground under conditions of excess current caused by or following the discharge of the arrester. 
No individual grounding conductor shall be smaller than No. 6. 


j. For grounding service conduit of size not larger than 1% inches, the grounding wire shall 
be not smaller than No. 8; for two-inch conduit the grounding wire shall be not smaller than No. 
4; for larger conduits not smaller than No. 2. 


k. The size of the wire or the pipe used for grounding interior conduit, armored cable, metal 
raceway, equipment and the like, shall be not less than that given in the following table: 


Capacity of nearest cutout 


protecting conductor in con- Nominal 
duit, armored cable, metal Size of copper wire, size 
raceway, equipment of pipe 
and the like. Not less than two 
O to 30 amperes sizes smaller than 
that of current- 4% inch. 
carrying conductors. 
31 to 100° amperes No. 10 % inch 
101 to 200 amperes No. 6 ¥4 inch 
201 to 500 amperes No. 4 ${ inch 


over 500 amperes No. 2 1 inch 
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1. For grounding portable or pendant equipment the conductors to which are protected by 
fuses or circuit-breakers not greater than 15 amperes, No. 18 copper wire may be used. For 
grounding fixtures No. 14 or larger shall be used except that a smaller wire may be permitted 
for the grounding conductor of non-metallic sheathed cable. For grounding portable equipment 
fused for more than 15 amperes, the above table shall be followed. 


m. The grounding conductors for circuits, conduit, equipment, and the like shall not be con- 
nected to lightning rods. 


n. Instruments, meters, or relays which operate with windings or working parts at 300 volts 
or more to ground shall have the cases and other exposed bare metal parts grounded unless iso- 
lated by elevation or protected by suitable insulating barriers or guards, except where inac- 
cessible to other than qualified persons, in which case this requirement is made only when the 
voltage to ground exceeds 750. Where instruments, meters or relays are operated from cur- 
rent or potential instrument transformers, on circuits of 300 volts or more to ground, having 
ungrounded secondary circuits and ungrounded primary circuits, the cases and other exposed 
bare metal parts shall be grounded. The grounding conductor for cases and for secondary 
circuits of instrument transformers shall be not smaller than No. 12. 


For exception, see paragraph g of section 1,302, of article 13 of this Code. 


o. Secondaries of current and potential instrument transformers and the cases of instruments 
connected to such circuits shall, when grounded, have separate grounding conductors, and shall 
not be connected with a grounding conductor used for other circuits or for conduit, equipment 
and the like, except where a general ground bus is provided. 


907. Grounding Connections. 


a. Where a non-conductive protective coating such as paint or enamel is used to protect the 
equipment, conduit-couplings and fittings, such coating shall be completely removed from 
threads and other surfaces in order to insure a good contact between ground clamp and equip- 
ment. Pipes and rods used as ground electrodes shall have clean metal surfaces, and shall not be 
covered with paint, enamel, or other poorly conducting materials. 


b. At supply stations, grounding conductors for circuits, equipment and lightning arresters 
shall be permanently and effectively connected to all available active, continuous, metallic un- 
derground piping systems between which no appreciable difference of potential normally ex- 
ists; otherwise to one system only. Elsewhere than at supply stations, the grounding conductor 
shall be connected to at least one such piping system, if available. (Gas piping shall be avoided 
wherever practicable, except as provided in paragraph e of this section.) Where underground 
metallic piping systems are not available, other grounds which will provide the desired per- 
manence and conductance may be permitted. 


c. The point of connection to the water piping system shall be located on the street side of the 
water meter or at a water pipe near the equipment to be grounded, in which case the connec- 
tion with the piping system shall be made continuous and permanent, by bonding all parts of 
the piping system which are liable to become physically disconnected, such as at meters and 
service unions, by means of a suitable shunt whose joints, current carrying capacity, and me- 
chanical protection shall be not less than that required for the grounding conductor. Where 
practicable the point of connection shall be readily accessible. 


d. The grounding conductor shall be attached to the pipe or rod (1) by means of an approved 
bolted clamp to which the conductor is soldered or otherwise connected in an approved manner 
or (2) by means of a brass plug screwed into the pipe and provided with a lug to receive the con- 
ductor or (3) by other approved means. 


e. Gas piping systems within buildings connected to continuous-metallic underground ex- 
terior systems may be used as a ground electrode but only when water piping is not avail- 
able. Gas piping, however, may serve as the sole ground for small fixtures located at a con- 
siderable distance from water piping. Where gas piping on the house side of the meter is 
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utilized for grounding small fixtures it shall be bonded to the water piping system at their points 
of entrance. If no water piping is available a bonding jumper around the gas meter shall be 
used. Where grounding connection is made to gas piping, except for such small fixtures, it shall 
follow the same requirements as for water piping in paragraph c, of this section, except that 
the connection shall always be made on the street side of the meter. Gas piping need not be 
insulated from otherwise well-grounded fixtures. 


f. Rails or other grounded conductors of electric railway circuits shall not be used as a 
ground for other than railway lightning arresters and railway equipment, conduit, armored 
cable, metal raceway and the like, when other effective grounds are available and in no case shall 
such rails or other grounded conductors of railway circuits be used for grounding electrode for 
interior wiring systems other than those supplied from the railway circuit itself. 


908. Method of Grounding Portable Equipment in Industrial Establishments. 


For the purpose of this section an industrial establishment is defined as a 
building (other than office or exhibit space) where persons are employed in manu- 
facturing processes or material handling as distinguished from dwellings, offices, 
public utilities and like occupancies. 


a. In industrial establishments portable devices, having exposed metal parts, used in indus- 
trial operations shall 


1. be equipped with a cord containing an additional insulated conductor to be 
used for grounding purposes only and easily distinguishable from the circuit 
conductors, or with metal armor such as type CA, PA, etc.; 


2. be equipped with non-reversible polarized attachment plug properly fastened 
to the terminals of the cord; 


3. have the grounding conductor (wire or metal armor) connected to the frame 
or casing of the appliance and to the grounding pole of the plug, and 


4. shall have the grounding pole of the receptacle grounded as required in this 
article. 


Appliances to which this rule applies are those which are electrically operated 
or motor-driven, and are of a portable nature, such as drills, grinders, glue pots, 
heaters, soldering irons, pumps, air compressors, hammers, conveyors, elevators, 
hand and stand lamps, and other similar portable hand tools and devices. Ex- 
empted are fan motors, pressing irons, and those appliances which are so located 
as to be ordinarily out of reach, infrequently handled during manufacturing opera- 
tions or regularly employed in non-conductive locations. 


The use of portable devices on circuits operating in excess of 300 volts to 
ground, is not recommended. 


TEST QUESTIONS 





1. Define the term grounding. 
2. What is the principal reason for grounding a circuit? 


3. When a conductor is grounded what is the condition 
for receiving a shock? 


4. Name two kinds of grounds. 
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. Why should a conduit be grounded? 

. What is a ground wire used for? 

. What size of ground wire should be used? 

. How should a ground wire be connected? 

. What is usually selected for making a ground con- 


nectton? 


. Do driven pipes possess many advantages over other 


methods for ground? 


. What is the chief advantage of a pipe ground? 

. Is a large ground area required for a driven pipe? 

. Give method of grounding a motor. 

. Do copper clad steel ground rods make good ground? 
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CHAPTER 120 


Power Wiring 


Wiring of Motors.—For the proper protection of operators 
and machines, certain provisions should be made in wiring 
which are also necessary in order that the installation will con- 
form to the requirements of the Code. 





Fic. 5,757.—Wiring diagram of a series motor. There is but one circuit through the starting 
box, armature and field winding, the armature and field winding being connected in series. 
Where motors of this type are of 3.5 h.p. in size and above, they can generally be determined 
by inspection, by noting if the machine have only main poles, as shown, and if the field and 
armature leads be the same size. A test can be made with a lamp and circuit having machine 
voltage. If the motor be of the series type, the lamp should light up to full brilliancy when 
connected across either the field or armature terminals excepting in the case of very small 
machines. 


The constantly increasing use of higher and still higher volt- 
ages for electrical distribution systems and the tremendous 
capacity of the present day sources of supply, are creating a 
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persistent demand for more adequate protective grounding 
circuits and equipment. 
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Fic. 5,759.—Motor with grounded frame showing protection to operator. 
é 
The improvements most urgently needed are better mechanical protection 


for the ground wires and their connections and better methods of con- 
necting the ground wires to water pipes and conduits. 


Figs. 5,758 and 5,759 show reason for grounding machines 
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and fig. 5,760 necessity for insulation when frame is not 
grounded. 


Motors of 14 horse power or over should not be installed on 
lighting circuits. 


General Suggestions for Installing Motors.—Make the run 





INSULATION PREVENTS SHOCK TO OPERATOR 
Fic. 5,760.—Motor on insulated floor showing protection to operator. 






SHUNT MOTOR 
THREE TERMINAL STARTER 





Fic. 5,761.—Wiring diagram of a shunt motor, with a three terminal starter. In this machine 
there are two circuits: 1, in which the rheostat resistance and armature are connected in series; 
2, in which the shunt field is connected in parallel with the armature circuit. Large size wire 
is used in the armature circuit and small size wire in the field circuit. 
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from mains or distribution center as short as possible to save 
materials and to reduce loss of voltage. 


Locate starting boxes about 54 ins. from floor to bottom of starter. Con- 
duit should be used to run down walls across floors to motors. If the 
length of conduit be less than 10 ft. it need not be grounded, but if there 
be several lengths of conduit and their total length be over 10 ft. it is sug- 
gested that they be all bonded together as if they were one continuous 
piece of conduit. 
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Fic. 5,762.—Ground strap and copper plate embedded in charcoal. 


When installing a motor always level the motor, for if motor be not 
leveled. it will make a lot of noise and cause the bearings to wear on one 
side; also the belt will have a tendency to slip off. 


If a motor is to be set on a ceiling of plaster, first secure a couple of 
planks not less than 24, to the joists, by means of lag screws that are 
screwed in, not hammered in, so that they will be secure. The motor 
should then be taken apart and assembled. First the base is screwed to 
the planks, then the frame is secured to the base. One end plate is in- 
stalled, the armature inserted, then the other end plate is put on. Always 
make sure that the oil wells are in the proper positions. 
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The use of flexible metallic conduit 1s suggested when it is impossible 
to bend conduit in awkward positions. 

The use of special cable connectors at motor outlets is suggested so that 
in case the motor is to be removed it will be easy to disconnect it. 


The use of non-metallic sheathed cable from wall to the motor is not 
recommended, as it is more desirable to run conduit up to motor terminal 
block. 


Always secure motor to the floor or foundations with lag screws or 
bolts; never use nails. 






SHUNT MOTOR 
FOUR TERMINAL STARTER 





fic. 5,763.—Wiring diagram of a shunt motor, with a four terminal starter. In the four 
terminal type of starting box, the holding coil is connected in series with the field and a high 
* resistance, and across the line circuit. 


D.C. Motors.—Direct current power systems are always two 
wire, the three wire never being used except on a combination 
load of light and power. 

Motors of 14 horse power or over must be started by means 
of a starting rheostat. This rheostat must be placed on a slate 
base, marble or asbestos, mounted on a metal cabinet or box 
with a hinged cover. Also a fused switch must be placed before 
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the starting box to cut off all current entering the box and 
motor. All switches must be installed in a metal cabinet. 

All motors controlled by controllers, self starters, etc., must 
also have an additional switch to cut off the power supply. 
This switch is not necessary if an automatic circuit breaker 
be placed in the circuit before the starting box. 


The full load current or the amount of current consumed by the motor 
while running can be found on the motor name plate or by consulting 
the table on page 3,059. 





Fic. 5,764.—Wiring diagram of a compound motor. In this motor the series winding is con- 
nected us the same as for the series motor, and the shunt winding same as for the shunt motor. 
The same type starting box is used on both shunt and compound motors. 


D.c. motors over 14 h.p. should be connected to 220 volts or over if 
available. 


Small motors under 14 h.p. may operate at 110 volts, but any size 
above 14 h.p. results in poor efficiency of the motor. 


Where the run from power panel or distribution center to 
motors is of considerable length it is necessary to increase the 
size of wire in accordance with the drop, otherwise the loss of 
voltage will reduce the speed and efficiency of the motor. 
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It is suggested that a main distribution be installed at a central point 
' where the wires enter the building or near the generator. From this point, 
sub-mains can be run to various sub-feeders, to distribution panels, to 

' feed the various motors. 











COMPOUND 
INTERPOLE MOTOR 





YG. 5,765.—Wiring diagram of compound interpole motor. A three terminal starter is used, 


t the various connections being plainly shown in the illustration. 
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?1G. 7,365.—Wiring diagram for four d.c. motor installation, where meter _ |i z=====IUii 
board is not placed at the central point of distribution. . 
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Where the starting box is exposed to flying chips of metal or metal 
dust, it must be enclosed in a metal box, otherwise the metal will short 
circuit the resistance wires, resulting in a serious damage to the motor 
and starting box. 


A good suggestion is to place the switch and starter in the same cabinet. 
This saves an extra box and makes a much neater and compact job. 
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A.C. Motors.—In figuring wire sizes for one motor a.c. in: 
stallations, the following from the Code should be noted. 


Where a rubber covered wire carries the current of only one a.c. motos 
of the type requiring large starting currents, it may be protected by 4 
. fuse or circuit breaker without time limit device, rated in accordancé 
with table of carrying capacities of weather proof wires on page 3,058. 
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Fic. 5,767.—Diagram showing controller connected to crane series motor and series brakes 
In operation, motor reverses when controller is reversed. Brake is applied with controller 


in off position and is released on first step of controller. 


Fic. 5,768.—Diagram showing controller connected to crane series motor and shunt brake. 
In operation, motor reverses when controller is reversed. Brake is applied with controllef, 
in off position and is released on first step of controller. Extra contact rings or flexible 

4 


conductor required for shunt brake. f 


Fic. 5,769.—Diagram showing controller connected to crane compound motor, so arranged 
that motor reverses when controller is reversed. ; ; 


Fic. 5,770.—Diagram showing controller connected to crane compound motor so arranged 
that motor does not reverse when controiler is reversed. 


Its rating is higher than the values given in the table for rubber covered | 
wires. The motors referred to above requiring large starting current are: 
1, single phase, split phase types above 5 h.p. consume several times as 
much current in starting as in running; 2, twoand three phase, squirrel 
cage and slip ring types also require a large starting current. 


The foregoing rule has been adopted so that wires may be fused for a 
higher rating to allow for the heavy momentary starting current. In this 
connection it should be noted that the motor while running must be 
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- protected with a running fuse rated in accordance with the carrying capac- 
: ity of the wire. 
' Wiring for Single Phase Motors.—Nearly all single phase 
‘otors of standard manufacture are equipped with winding 
eads brought out to the terminal block of the motor so that 
ye motor windings may be transposed to a higher or lower 
-oltage. 

For instance, a 110-220 volt motor may be run on either voltage by 


simply transposing connections. The same applies to a 440 volt motor 
that may be transposed to a 220 volt connection. 


‘e) 
S 
{4D 
z= 
On 
rm 
m 
D 
‘e) 
or 
aS 
DS 
HZ 








TROLLEY WIRES 


TROLLEY 
CONTROLLER 





_ 
MAINS eae HOIST MOTOR 


1G. 5,771.—Diagram showing controller connected to crane series motor so that motor does 
not reverse when controller is reversed. 


“1G. 5,772.—Diagram showing controller connected to crane shunt motor so that motor re- 
verses when controller is reversed. 


"1G. 5,773.—Diagram of connections of three motor electric overhead traveling crane. 


If both voltages be available, it is suggested that the motor be attached 
to the higher voltage as the motor will consume approximately half as 
much current while running, and will also operate at a higher efficiency; 
another consideration is that-it will require a smaller size wire for connect- 
ing than if it were used on a lower voltage; also smaller sizes of wire re- 
quire smaller sizes of conduit. 


Single phase motors up to 3 h.p. may be started by means of double 
pole switches; they should be of the knife type, which also must be enclose | 
in an iron box. 
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Above 3 h.p. motors must be started by means of a resistance starter 
so that the starting currents will be reduced to a minimum. Also this 
starter must be equipped with a no-voltage release so that if the current 
fail while the motor is in operation the no-voltage release will release 
the handle, a spring causing it to fly back to its original starting position. 


Small motors of 3 h.p. or more should be protected by means of a no. 
voltage release circuit breaker that is connected in the mains. This does 
not apply to elevator motors. 
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Fic. 5,774.—Wiring diagram showing method of connecting single phase motors on single 
phase circuit. 


WIRE 110-220 VOLT SERVICE IO VOLT LIGHT CIRCUIT 


CARTRIDGE FUSES | 
Paes 


fe 


‘ii 
220 VOLS 10 


= : MOTOR 


be TO LIGHTING CIRCUIT 





Fic. 5,775—Wiring diagram for a 110-220 volt three wire circuit for light and power. 
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It should be noted that in installations having only one motor, the 
main switch at point of entrance must not be used for starting or stopping 


the motor, but that an independent switch must be placed in an accessible 
place near the motor to control same. 


Split phase and other types of single phase motors may be reversed by 


shifting brushes or their connections. 


PLUG OR CARTRIDGE FUSES 


\ 





YO LIGHTS TO MOTOR 
G 5,776.—Wiring diagram for motor on a 110 volt lighting circuit. 





BRASS PLATE” L BRASS PLATE 
ON FRAME, ON ROCKER ARM 


iGs. 5,777 to 5,780.—Bell single phase motor terminal block and method of connecting. 
There are four leads marked 1, 2, 3 and 4 as shown. If motor is to operate on 110 volts, 
connect leads No. 1 and 2 together, and 3 and 4 together as in fig. 5,777, and then connect 
to lines. If motor is to operate on 220 volts, connect No. 2 and 3 leads together, and tape 
them up, and connect No. 1 and 4 to the lines, as in fig. 5,780. For right hand operation, 
loosen the screw that holds the rocker-arm that supports the brushes, and turn same so 
that mark on brass plate on rocker-arm is opposite mark on brass plate on frame marked 
R, then tighten screw. For left hand operation, move rocker-arm until mark on brass 
plate is opposite mark on brass plate on frame marked L. Always start motor at first with- 


out kelt on pulley, and see that it comes up to speed, and that the short-circuiting device 
short-circuits the commutator. 
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Fic. 5,781.—Wiring diagram showing 

method of connecting single and two 
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Fic. 5,782.—Method of wiring motor using rigid and flexible conduit between rheostat ar 
motor. 


Power Wiring 3,451 


© EXCITER ARMATURE 


SERIES 
FIELD 


=> 
Lg 
FIELD @ 
Co 
> 





COLLECTOR RINGS 


IG. 5,783.—Connections of a single phase alter- 
f nator and exciter. 
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Motors that are started by means 
of starters or regulators must have 
a switch to cut off any power enter- 
ing motor or devices. This switch 
shall be placed at a point before live 
wires enter either motor or device. 


Where single phase motors are at- 
tached to lighting circuits of 110-220 
volts service, 3 wire system, the 
lighting load should be evenly dis- 
tributed to two or more circuits so 
that the load shall be equally bal- 
anced on both sides of the 3 wire 
system. The lights being connected 
to the 110 volt sides while the 
motor is connected to the 220 volt 
side, as in fig. 5.775. 


For loads of lights and motors, 
where the service is 2 wire, 110 volt, 
use diagram fig. 5,776, making a 
special circuit for motor. 


Figs. 5,785 and 5,786 show meth- 
od of connecting single phase motors 
to polyphase systems. ' 
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“IG. 5,784.—Two phase three wire alternator terminal connections. This system is used 
principally on power loads, where the load is balanced. The central wire of a 2 phase 3 wire 
system carries 1.41 more current than each of the two outside wires. The voltage across 
the two outside wires is 1.41 more than the voltage across any of the two outside wires and 
the neutral wire. Single phase current should never be taken from a three wire two phase 
system as this will unbalance the line and cause the prime mover to heat up and cause a 


low power factor. 
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The rules apply also to the three wire d.c. system. 


Wiring for Polyphase Motors.—Two and three phase motor 
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Fics. 5,785 and 5,786.— Wiring diagrams showing method of connecting single phase and thr 
phase motors on three phase star connection circuit. 
















2 PHASE HIGH VOLTAGE ip TRAN SFORMERS pl ny 
N 


GENERATOR Cm——— FOR me TRA FORMER 
O€LTA LIGHT OR POWER ISGIDELTA CONNECTION 
eee © FOR POWER OIRCUITS 





CONNECTION 


CONNECTION FOR 
KIGHeTING ORCUIT 


3°PHASE 220 Vv MOTOR 


TO REVERSE OIRECTION 
OF ROTATION IT IS ONL 
NECESSARV TO REVERSI 
Two OF THE VLEAOS AS 


SINOLE PHASE 110 V MOTOR 
“es” MAY BE QONNECTED TO 
EITHER 20R 3 


SINGLE PHASE MOTORS SINGLE PHASE 220 v MOTOR “XTANON 
UP TOKH MAY BE USED “CO MAY BE CONNECTED To 
ON THIS CIRCUIT “A MAY EITHER 10OR 2 
@E CONNECTED TO EITHER 
(oR 2 8-PHASE SYSTEN 


CONNECTION 


Fics.5,787 and 5,788.— Wiring diagrams showing method of connecting single phase and thre 
phase motors on three phase delta connection circuit. 
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"1G. 5,789.—Diagram showing square D, compensator switch connected ahead of a starting 
compensator on a three wire two phase system. 
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Fic. 5,790.—Diagram of connections for three phase motor YA connections. 
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are practically alike in principle but differ in their windings 
The following are the requirements: 


Polyphase motors over 714 h.p. must be started by means of a starting 
compensator. 


Motors up to 3 h.p. may be thrown directly on the line by means of 
knife switches; from 3-5 h.p. special starting switches must be used 
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PHASE H “PHASE2 
Fic. 5,791.—Connection diagram of two phase no voltage release 


All starters of the knife switch type must be enclosed in metal cabinets. 


Running fuses of starting compensators although mounted on com- 
pensators must be enclosed in metal cabinets the same as other cabinets 
All frames of compensators must be grounded 


Starting switches of motors of the compensator type must have an ad- 
ditional switch to cut off all current from the motor 


All compensators must be equipped with no voltage release 


Small motors of 3 h.p. or more must be protected by a no-voltage 
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4 release circuit breaker in the mains or each individual motor may be equip- 
ped with a no-voltage release. 


1Transformer Sizes for A.C. Motors.—For the larger motors, 
‘e capacity of the transformers in kw. should equal the output 
~ the motor in h.p. Small motors should be supplied with a 
omewhat larger transformer capacity, especially if, as is de- 
rable, they be expected to run most of the time near full 
vad, or slight overload. For commercial motors from three 
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Fic. 5,792.—Connection diagram of three phase no voltage protection. 


phase systems, three single phase units or one three phase 
unit are recommended. The three phase transformer is very 
compact and the wiring simple, but the advantage of using 
three single phase transformers is that in case one burn out, 


the motor may be operated with the other two at reduced 
speed. 
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Fics. 5,793 and 5,794.—General Electric single phase, constant speed repulsion inductior 
motor. For standard direction of rotation (220 volts) connect line leads to large terminals 
T4, and Tl, asshown. For 110 volts standard rotation, connect T3, to T4, and T2, to T1. 
Clockwise rotation: To reverse standard rotation, simply shift yoke to reverse running 
mark; no change of leads is necessary. 


Current per Phase in Motor Circuits 


110 Volts 220 Volts 440 Volts 


1-ph. 2-ph. 3-ph. -ph. 2-ph. 3-pb. 


l 12.72 5.57 6 36 2.78 3.22 318 1 39 1 G! 
2 t 23.80 10.10 11.90 5.05 5.77 5 95 2 52 2 89 
3 34 30 14 24 17.15 7.12 8 22 § 53 3 56 4 11 
5 52.30 22.92 26.15 11.46 13.25 13 07 5 73 6 63 
7% 1| 68.75 34.42 34.37 17.21 19.85 17 19 8 60 9 93 
0 90.60 45 30 45.30 22 .65 26 .20 22.65 | 11 32 13 1U 
15 132.8 66.40 6674 33 20 38 40 33 16 60 19.20 
87 6 43 70 50.70 43 
oO 
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Code. 


Article 10. Rotating Machinery and Its Control Apparatus 
For special provisions for hazardous locations see Article 32. 


1001. General. 


a. Machines shall be provided with suitable drip pans if required by the authority enforcing 
this code. 


Power Wiring 3,457 


| Code.—Continued. 


b. Live parts of rotating equipment of more than 150 volts to ground, except slip rings 
d brush rigging which do not extend beyond the frames of induction motors, shall not be 
sposed to accidental contact where accessible to unqualified persons. For the purpose of 
is rule, ungrounded circuits fed from transformers or overhead supply circuits are consid- 
led as being more than 150 volts to ground. 


.c. If terminal blocks are used they shall be composed of approved non-combustible, non- 
»sorptive insulating material, such as slate, marble or porcelain. 


d. Where the wiring to fixed motors is accessible to unqualified persons and is in conduit, 
-mored cable, metal raceways or similar construction, terminal enclosures or housings of 
tbstantial metal construction shall be provided at the motor terminals. The conduit, armored 
able or metal raceways shall be mechanically and electrically connected to the terminal en- 
-osures Or housings. The terminal enclosures or housings shall be of ample size to properly 
1ake connections. 


e. Soft rubber bushings may be used to protect lead wires where they pass through the frame, 
rovided they will not be exposed to oils, grease, oily vapors or other substances having a dele- 
‘arious effect on rubber. Where so exposed, bushings composed of porcelain, micanite or hard- 
“ood treated with a preservative shall be used. 


(002. Generators (Other than in Central Stations). 


. a. Generators shall be located in dry places. They shall not be placed in a room where any 
iazardous process is carried on, nor where they will be exposed to inflammable gases or flyings 
»f combustible materials. 


It is recommended that waterproof covers be provided for use in an emergency. 


b. Constant-potential generators, except alternating-current machines and their exciters, 
shall be protected from excessive currents by automatic circuit-breakers or fuses. Single-pole 
protection shall be accepted for 2-wire direct-current generators if the protective device is 
actuated by the entire current generated, except that in the shunt field. The protective 
device shall not open the shunt field. 


c. If a generator not electrically driven supplies a 2-wire grounded system, the protective 
device shall be so placed as to disconnect the generator from all wires of the circuit. 


d. Two-wire, direct-current generators, used in conjunction with balancer sets to obtain 
neutrals for 3-wire systems, shall be equipped with protective devices which will disconnect 
the 3-wire systems in the case of excessive unbalancing of voltages. 


e. Three-wire, direct-current generators, whether compound of shunt wound, shall be 
equipped with protective devices, one in each armature lead and so tonnected as to be actuated 
by the-entire current from the armature. Such protective device shall consist either of a 
double-pole, double-coil, overload circuit-breaker, or of a 4-pole circuit-breaker connected in 
the main and equalizer leads and tripped by two overload devices, one in each armature lead. 
Such protective devices shall be so interlocked that no one pole can be opened without simul- 
taneously disconnecting both leads of the armature from the system. 


f. The frame shall be grounded in the manner prescribed in Article 9 if the generator oper- 
ates at a voltage in excess of 150 volts and 1s accessible to other than qualified persons. Where 
the frame is not grounded, it shall be permanently and effectively insulated from ground; 
and rubber mats or other suitable floor insulation shall be provided for the operator if the 
voltage to ground exceeds 150. 


g. Each generator shall be provided with a name-plate giving the maker’s name, the rating 
in kilowatts, if direct current, or kilovolt-amperes, if alternating current, the normal volts 
and amperes corresponding to the rating, and the revolutions per minute. 
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1003. Motors 


a. Motors shall not be operated in series-multiple or multiple-series except on const2 
potential systems where permission has been granted by the authority enforcing this code.’ 


b. For installation of motors in hazardous and extrahazardous places, see Article 32. 


c. Each motor with its controller shall be provided with a separate disconnecting mez 4 
except as provided below. The disconnecting means shall be of such design and so install¢ 
that when it is in the open position it will disconnect both the controller and the motor fro 
all ungrounded supply wires. 4 

In the following cases a single disconnecting means may serve a group of motors. 


(1) Motors which drive the several parts of a single machine of apparatus, such as crane 
hoists, metal and woodworking machines, etc. See Article 30. : 


(2) Groups of small motors under the protection of one set of automatic overload protell 
tive devices, as permitted elsewhere in the Code. , 


(3) Groups of motors in a single room within sight of the disconnecting means. 
(4) Motors which are each controlled by a knife or snap switch alone. 


d. For connected loads of 50 H.P. and less, and also where the controller does not open af 
ungrounded main leads to a motor, a motor-circuit switch shall be used as the disconnecti ng 
“means except that a plug connector may be used with portable apparatus. For larger loadg, 
where the controller opens all the ungrounded wires and all auxiliary circuits are fused, a dis 
" connecting switch may be used. For a small motor, where permitted by the authority ens 
forcing this code, plug fuses may serve as the disconnecting means. For motors controlled 
solely by a knife or snap switch, the disconnecting means may be at the distribution center. 


By main leads to the motor is meart all armature circuits (not including shunt- 
field circuits) in the case of D.C. motors, and all primary leads (not including the 
secondary leads of slip-ring motors or the field leads of synchronous motors) in $ 
the case of A.C. motors. 

e. The disconnecting means shall be of the indicating type, and in its open position make al 
ungrounded conductors of the controllers and motor ‘‘dead.’’ One pole of the motor con- 
troller and one pole of the disconnecting means may be placed in a permanently grounded 
conductor of circuits supplying current to motor, provided these devices are so designed that 
the pole in the grounded conductors cannot be opened without opening simultaneously all of 
the conductors of the circuit. The disconnecting means shall have a continuous duty-rating 
of at least 115% of the name-plate current rating of the motor and be located within sight of 
the controller or arranged to be locked in the open position. 

f. A single-pole switch may be used as controller in an ungrounded wire of a 2-wire motor 
not larger than 14 H.P. operating at not more than 300 volts. 

g. A motor and its driven machinery shall be within sight of the point where the motor is 
controlled, unless permission to locate the control point elsewhere is given by the authority 
enforcing this code. For exception see Article 32. 

h. A double-throw switch used to shunt the motor protective device during the starting 
period shall be of such type that it cannot be left in the starting position. 

i. Adjustable-speed motors. if controlled by means of a field regulation, shall be so equipped 
and connected that they cannot be started under weakened field, unless this safeguard is in- 
corporated in the design of the machine. 

j. The control circuits of electrically operated speed-limiting devices and remote-control 
switches shall be in conduit. 

k. Alternating-current motors operating freight or passenger elevators or cranes that are 
dependent on phase relation for the direction of rotation shall be protected by approved auto- 
matic circuit-breakers (or reverse-phase relays) operative in the event of any phase reversal 
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‘at would cause a reverse motor rotation, or in the event of the motor being connected to 
1e line single-phase. 

.l. The frame, except for portable motors, shall be grounded unless the motor is inaccessible 
» other than qualified persons, by reason of guarding or isolation. Where the frame is not 
‘counded, owing to the motor being inaccessible to unqualified persons, it shall be permanently 
ind effectively insulated from ground; and rubber mats, or other suitable floor insulation, shall 
e provided for the operator if the voltage to ground exceeds 150 volts. The frames of port- 
ible motors which operate at more than 150 volts shall be guarded or grounded. 

» m. Each motor shall be provided with a name plate giving the maker’s name, the rating in 
lolts and amperes, including those for the secondary of a slip-ring type motor, the normal full- 
jad speed and the interval during which it can operate, starting cold. The time interval 
‘ven shall be either 5, 10, 15, 30, 60 or 120 minutes, or continuous. 

‘004. Control Apparatus, 

a. Control apparatus, other than auto-transformers, shall conform to the requirements of 
articles 12 and 17 of this code. 

‘ &. The control apparatus shall have a continuous-duty rating of not less than 115% of the 
name-plate current rating of the motor. 

'005. Auto-Transformer Starters 

| a. Auto-transformer starters shall have no exposed live parts unless in suitable separate 
“nclosures. 

b. Cases for coils or switches shall afford access to the interior for inspection and oil re- 
jxewal, and shall be so constructed that when mounted on a plane surface the case will make 
contact with such surface only at points of support. An air space of at least 14 inch shall be 
‘Maintained between case and surface. . | 

c. The oil tank shall be marked in a suitable manner to indicate the proper oil level. When 
such device carries a visual oil indicator, the marking shall be for the proper oil level with 
the starter assembled. If the visual indicator is not used, markings shall indicate the oil level 
prior to assembling. 

d. The switch shall provide an off position, a running position and at least one starting 
position. It shall be so designed that it cannot rest in a starting position, or in any position 
which will render inoperative the overload protective devices in the circuit. 

e. Cases for coils and switches of auto-transformer starters shall be grounded as required 
in sections 904 and 905 of Article 9 of this code. 


TEST QUESTIONS 





1. In wiring motors, what provision is urgently needed 
for ground wires? 

2. Should motors of 44 h.p. or over be installed on 
lighting circuits? 

3. Give a wiring diagram for series motor and for a 
shunt motor. 

4. How should starting boxes be located? 





13. 


14. 


15. 
10. 


wie 
18. 
19. 


20. 
21. 


Dike 
29: 


. Make sketch showing ground connection for motor. 
. What should be used at motor outlet? 
. Give wiring diagram of compound motor. 


. What must be provided for motors controlled by cons 


. When is a cut out switch not necessary? 
_ What should be done where the motor is at consider’ 
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How must d.c. motors of over 144 h.p. be started? 
How should a rheostat be mounted? 


trollers, self-starters, etc.? 


able distance from the power panel? . 

Draw wiring diagram for a four d.c. motor installas 
tion, where meter board is not placed at the central 
point of distribution. 3 

What are the Code requirements for wire sizes for 
a.c. motors? 

How are the leads arranged on single phase motors? 

What type of double pole switch should be used for 
starting single phase motors? 

Draw a diagram showing method of connecting single 
phase motors on single phase circuit. | 

How are single phase motors connected on two phase 
circuit? 

Draw diagram showing two phase three wire alter- 
nator terminal connections. 

How do two and three phase motors differ? 

How should polyphase motors of over 7% h.p. be 
started? 

Can motors up to 3 h.p. be thrown directly on the line? 

Draw connection diagram showing three phase motor 
wiring with no voltage protection. 


Overhead Systems 3,461 


CHAPTER 121 


Overhead Systems 


There are various kinds of transmission lines in which the 
ires are suspended overhead on poles, towers or other methods 
f support. They are known as overhead systems and may 
e classed 


1. With respect to the voltage, as 


a. Low voltage. 
b. Medium voltage. 
c. High voltage (high tension). 


2. With respect to length of line, as 


a. Short lines. 
b. Lines of moderate length. 
c. Long distance. 


3. With respect to service, as 


a. Telephone. 

b. Telegraph. 

c. Light. 

d. Power, 
etc. 


4. With respect to the current, as 
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: {two wire 
a. Direct current ithree: ae 


single phase 


b. Alternating current j two phase 
three phase 


5. With respect to the method of support, as 


a. Pole line. 
b. Transmission tower. 


c. Catenary. 
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Fic. 5,795.—Diagram of a typical overhead transmission and distribution system. 
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6. With respect to the circuit, as 


a. Metallic. 
b. Ground return. 


A typical overhead system for light and power consists of 


1. Transmission line; 
2. Feeders; 

3. Primary mains; 
4. Secondary mains. 


Fig. 5,795 shows the elements of such a system. 


Starting at the central station, the alternators of moderate voltage pro- 
duce the current. This voltage is for lines of moderate or long distance 
stepped up by transformers in the central station in amount depending 
upon the length of the transmission line. 


The voltages ordinarily used for transmission lines are as 
piven in the following table: 


Transmission Line Voltages 


Length of Line Voltages ~ 
ltc 3mules 550 or 2,200 volts 
3 « 5 “ 2.200 «6 6,600 «6 
5 * JO + 6,600 “ 13,200 “ 
10 “ ? a‘ 13,200 “ 22,000 “ 
15 “ 20 * 22,000 “ 33,000 “ 
20“ 30 * 33,000 “ 44,000 “ 
30 “ 50 * 44,000 “ 66,000 “ 
50°" 75 * 66,000 “ 88,000 “ 
75 “100 °* 88,000 “ 110,000 “ 
100 “ 150 +“ 110,000 “ 132,000 ‘“ 
150 “ 250 “ 132,000 “ 154,000 “ 


200 “ 350 “ 154,000 “ 220,000 “ 
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The amount and cost of power to be transmitted is an im 
portant factor in determining the economic transmissio 
voltage. 


For average conditions isolated from existing transmission lines the vol 
ages shown in the table have been quite generally used. For exception: 
cases, exceptional values will be used. 


Example: If 40,000 kva. be transmitted 20 miles, 66,000 volts or highe 
might be used. On the other hand, if a very small amount of power k 
transmitted, lower voltages would probably be selected. 





Fic. 5,796.—One 2,300 volt transformer on line. 


At the sub-station the current coming in over the trans 
mission line at high voltage is ‘‘stepped down’’ by transformer 


*NOTE.—The use of 187,000 volts is likely to occur only in case it be found necessary t 
have a voltage between 154,000 and 220,000 volts. 
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(O a pressure suitable for the feeders. According to H. B. 
Sear, a rule of thumb allowance is about 1,000 volis per mile 
ength of transmission.* 

This gives a conductor too small for short lines transmitting considerable 


power. Accordingly for short lines, a somewhat higher voltage should be 
selected. 


The feeders lead from the sub-station to the distribution 
senters, each distribution center having a separate feeder and 
no branch circuit should be tapped to the feeders between the 
3sub-station and the distribution center. 


PRIMARY OR AA 
HIGH TENSION ge: 


& 







cur OuTIARL mi) CUT OUT 
SS Chit a INSULATOR 


TRANSFORMERTE ) 


Fic. 5,797.—Installation of a transformer on pole; view showing method of attachment and 
disposition of the primary and secondary leads, cut outs, etc. 


The object of this is to prevent undue drop along the feeders. The 
voltage at the distribution center should be maintained constant for all 
loads and this is usually accomplished by means of feeder voltage regulators 
located at the sub-station and fully described in Chapter 79. 


Each feeder, terminating at a distribution center, 1s con- 
nected to the primary mains. 
*NOTE.—The above rule is based on the fact that with copper conductors a pressure of 


1,000 volts per mile, and a current density of 1 amp. per 1,000 cir. mils, the energy loss will 
be about 10 per cent. 
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Along the primary mains, conductors are tapped at various 
points. In fig. 5,795, the feeder M, is tapped at several 
points, each line connecting with a distribution transformer 
which reduces the pressure for the secondary mains. Each 
distribution transformer serves several customers as shown. 
A slightly different scheme is used for distribution center S. 
Here individual transformers are used for each service. The 
distributors and-individual transformers step down the voltage 
from usually 2,300 volts to 115 or 230 volts. . 

The foregoing general description of a simple overhead sys- 
ten is intended to illustrate transmission and distribution prin- 
ciples. Of course in practice an infinite variety of hook-ups 
can be used to meet the varied conditions to be met with. 
' The object in view, in the selection of any particular system, 
is to transmit the current from the central station to the cus- 
tomer in the most efficient manner and with the least expense. 


TEST QUESTIONS 


hoes 


. Give classification of overhead systems. 


. Draw a diagram of a typical overhead transmission 
and distribution system. 


3. Give transmission line voltages for lines ranging from 
1 mile to 350 miles. 


4. What are the functions of a sub-station? 


. What is a rule of thumb allowance for voltage per mile 
of transmission line? 


NO 


SF a) 
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CHAPTER 122 


Pole Line Materials 


For lines of low and moderate voltage, poles are used to 
support the conductors. To meet the varied conditions sev- 
eral types of poles are used. They may be classed, with re- 
spect to materials, as 


1. Wooden; 
2. Steel; 
3. Concrete. 





Wooden poles are the ones mostly used. 


In tropical countries, however, such as India, Central America, etc..,. 
where wood is rapidly destroyed by the ravages of white ants and other 
insects, steel poles are almost exclusively used for telegraph, telephone, and 
other electric transmission lines. 


Wooden Poles.—The properties required in these poles are 
strength, comparative lightness 1n weight, durability, straight- 
ness, a gradual and well defined taper and an abundant and 
accessible supply. 


These requisite properties, especially that of durability, restrict the 
number of species which can be used for poles, and about 80 per cent of the 
poles used in the United States are cut from two classes of timber. These 
two classes are chestnut and cedar, and of the two approximately five times 
as much cedar as chestnut is used. 
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According to wire capacity, poles are divided into several; 
classes, as | 


Class A.—Poles to be used in lines carrying or ultimately to carry forty’ 
wires. | 


Class B.—Poles to be used in lines carrying or ultimately to carry from | 
twenty-one to forty wires. | 


WRONG WAY RIGHT WAY 





Fics. 5,798 and 5,799.—Right and wrong way to measure tops or butts. The terms 5 in. 
top, 20 ft.; 7 in. top, 30 ft. are used to designate the size of poles, but the diameter meas- 
urement is not a correct means of determining the size of a top, because the tops are not 
exact circles. Instead, the size of a top or butt is determined by the circumference measure- 
ment on all poles 16 ft. and longer. 


Class C.—Poles to be used in lines carrying or ultimately to carry from 
thirteen to twenty wires. 


Class D.—Poles to be used in lines carrying or ultimately to carry from 
seven to twelve wires. 


Class E.—Poles to be used in lines carrying or ultimately to carry from 
three to six wires. 


Class F & G.—Poles to be used 1n lines of two wires, the wires being 
carried on brackets. 


The following table gives standard specifications for Western 
red cedar “‘class’” poles according to N. E. L. A. and American 
Tel. & Tel. Co. 
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GROUND LINE 


Fic. 5,800.—Method of measuring sweep. Yo measure the amount of sweep in a pole, a tape is stretched tight from the top 


to a point six ft. from the butt end. A rule can then be used to determine the amount of sweep at the greatest distance between 


the pole and tape. 


/ 


This loss of water is termed sea; 
soning, and is accompanied by other 
changes in the wood, such as oxida 
tion of the wood substances and 
fixation of inorganic and organic 
compounds. | 


As moisture is an essential factor 
in the development of fungous 
growth, the proper drying of a pole 
prevents injury from decay. The 
strength of a pole is increased by 
seasoning, and as the weight of the 
pole is decreased, the shipping 
charges on it are reduced. 


During the seasoning process 
water leaves the cell cavities and if 
continued sufficiently, the cell walls. 


Other changes occurring are 
the splitting or checking of the 
cell walls and the rupturing of 
the bordered pits. 

All these changes increase the air 


spaces 1n the wood and facilitate the 
entrance of preservative liquids. 


The most common method of 
seasoning poles is to pile them 
in the open air. 


Wood Preservation.—There 
are several processes which 
may be successfully employed 
for the preservation of poles or 
other exposed timber. The 
best known of these are tne 
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creosoting, burnettizing, kyanizing, carbolizing, and vulcan- 
izing processes. 


The method of treatment employed by some large pole concerns is as 
follows: The butt ends of the poles are first immersed to the proper depth 
in heated creosote, ranging in temperature from 212° to 230° F. These 
temperatures while allowing a suitable range above the boiling point of 
water, keep to a minimum the amount of volatilization of the lighter toxic 
constituents of the preservative which would otherwise be lost in the 
atmosphere. The heat of the preservative being conducted into the timber, 
expands the air within the cells and vaporizes moisture or sap which might 
be present. 





Fic. 5,801.—Erecting Bates steel pole 1. Attaching an angle iron cross arm. 


In the heat treatment, the vapor formed by the expanding of the air 
within the cells is forced from the timber and escapes. After the timber is 
heated for a minimum of four hours, the hot preservative is withdrawn and 
cold preservative introduced into the tanks. This change of temperature 
causes a contraction of the expanded air in the cells of the wood, which in 
turn forms a vacuum, drawing the surrounding preservative well into the 
timber. 
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Fic. 5,803.—Erecting Bates steel pole 3. A one piece single pole held plumb by temporary 
stays while the concrete foundation is constructed. 
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Steel Poles.—On ac- 
count of the increasing 
cost. of wood and the 
relatively short life of 
wooden poles, steel poles 
are extensively used. 
The various types may 
be classed as: 


1. Tubular; 
2. Structural; 
3. Expanded. 


Tubular poles consist 
of sections of steel pipe 
of varying diameter 
with the largest diam- 
eter at the butt. One 
end is expanded wider 
than the other and is 
used as the base of the 


pole. 


Latticed steel poles 
are made by a large 
number of manufactur- 
ers, this being a type of 
construction in univer- 
sal use. The design and 
adaptation are so diver- 
sified that no detail can 
be given. 





Fic. 5,804.—Erecting Bates steel pole 4. Po'e as erected showing foundation, also a method 
of climbing by means of Bates poie climbers. 
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When using this type of pole, as in using other types of pole, it is a mat 
ter of calculating the loads which are to be placed upon the structure 
necessary clearances and factors of safety, and from this the structure itse| 
can be chosen from standard types or designed by any competent structura 
engineer. 


The expanded type is made from an I-beam by cutting anc 
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Fics. 5,805 and 5,806.—Method of making Bates expanded steel truss pole. The pole is 
manufactured from rolled ‘‘H’’ sections designed for poles. The section is first sheared 
through the web by a rotary shear, leaving intact portions at fixed intervals throughout 
the length of the section, as in fig. 5,805. The section is then heated to a cherry red color, 
and is then charged into an expanding machine, which automatically grips the flanges 
throughout their entire length and expands the section to the desired dimension while hot. 
Expanding the sheared web causes the middle portion of the wep to take the zigzag form, 


as in fig. 5,806, and thus creates a series of triangles in alignment and produces a strong, 
one piece steel truss. 


expanding the web, making what is termed an “expanded steel 
truss pole.”’ 


Figs. 5,805 and 5,806 illustrate the manufacture of this type pole. 


Concrete Poles.—These poles are very durable and will out- 
last any wooden poles. While wood has been most widely 
used, on account of its low first cost, concrete .possesses ad- 
vantages which are being given increasing attention where 
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ong life, greater strength and increasing safety factors must 
ve considered. 





Fics. 5,807 and 5,808.—Westinghouse hollow concrete poles in telephone service. These 
poles are suitable for telegraph, trolley and transmission. 
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Among these advantages is the fact that a carefully worked out desig 
can be commercially produced with unvarying certainty, thus insuring I 
fixed safety factor. Furthermore, the growing scarcity of timber is leading 
progressive companies to install experimental lines of concrete poles, so 
that they may have an opportunity to study this type of construction first 
hand before economic factors force them to adopt concrete for all their lines. 


So far as is known, reinforced concrete poles are not subject to the ordin- 
ary action of the elements. Water tends to harden concrete and does not 
affect the reinforcing steel, since it 1s entirely embedded and therefore inac- 
cessible to it and the air. 


There are two general types of concrete poles: 


1. Solid; 
2. Hollow. 


The solid type is made in a trough form and 1 is reinforced by steel rods 
running lengthwise. 


In the manufacture of hollow concrete poles, the reinforcing steel, after 
being accurately computed for the particular class of pole to be made, is held 
rigidly in the place it was designed to occupy, so that the actual tests of 
strength check the design very closely. The complete reinforcing cage is 
then placed in a horizontal form and held at the desired distance from the 
surface of the form by concrete buttons which become part of the finished 
wall of the pole.. Concrete 1s added and the entire form rotated at high 
speed developing centrifugal force sufficient to compact the concrete into a 
very dense wall, leaving a hollow opening in the center running through the 
length of the pole. 


Cross Arms.—The familiar cross arms for stringing wires 
are usually attached to the poles before they are erected. They 
are commonly made from yellow pine wood, generally 314x414 
inches, and are freely coated with good mineral paint as a pre- 
servative. 


Attachment is made to the pole by cutting a gaim one inch deep and of 
sufficient breadth to allow the longest side of the cross arm to fit accurately. 
It is then secured in place by a lag screw with a square head, so that it may 
be driven into place with a wrench. 
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The cross arm is further secured to the poles with braces. Fig. 5,809 
shows a typical arm and fig. 5,810 the method of fastening to pole. 


Pins and Insulators.—The cross arms are bored with holes 





"IG. 5,809.—Cross arm which carries the insulator pins. The standard cross arm is 314 X44 
ins., double painted, and bored for 1}4 in. pins and two } in. bolt holes. Telephone arms 
are 234 <x 334 ins., bored for 1% in. pins and two } in. bolts. 


, 
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VERTICAL 
BRACE 


BACK BRAGE 


/21N, MACHINE 


BOLTS FLAT CROSS ARM BRACE 


Fic. 5,810.—Method of fastening cross arm to pole. In addition to direct bolting, the cross 
arm is further secured to the pole with braces 30 ins. long, 4 in. thick and 1 % in. wide, 
according to standard specifications. Holes are bored at points one in. from either end, 
one for attaching to the pole, the other for attaching to the cross arm; two braces forming 
a triangle with the cross arm for the base and with the apex at the point of connection to 
the pole. / 
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for the insertion of the insulator pins, which are made of locust 
wood and threaded at the upper end to receive the glass in- 
sulators. 


The cross arm is made of such a length as to accommodate the number 
of pins to be inserted. An arm for two pins 1s made three feet long, accord- 
ing to the standard usually followed, with holes for the pins at center points 
three inches from either end and a space of 28 inches between them in the 
center. , 


Figs. 5,811 to 5,813 show a glass insulator, pin and bracket such as is 
used on telephone and telegraph lines. 





Fics. 5,811 to 5,813.—Glass insulator and insulator pin and bracket. The insulator here 
shown is of the pony double petticoat type. Insulator pins are used with cross arms, brack- 
ets are attached direct to the pole. ‘ 


Insulators.—Glass and porcelain are employed almost uni- 
versally for supporting overhead wires. Insulators made of 
these materials are superior to those made of other material 
such as hard rubber, or various compounds of vegetable or 
mineral matter, with the exception perhaps of mica insulators 
used on the feeders of electric railway lines. 


Glass insulators are generally used on low tension lines, and porcelain 
insulators on high tension lines, the latter type being usually stronger and 
less brittle. Porcelain 1s more expensive than glass, and its opacity pre- 
vents the detection of internal defects which would be readily observed 
through glass. 


An insulator which has one, two or three deep flanges or ‘“‘petticoats”’ 
around the base for the purpose of increasing the leakage path from the line 
to the pin is called a petticoat insulator. 


Both glass and porcelain insulators may be the double or triple petticoat 
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| type which may be cast or moulded solid, or made in two or more parts 
. which are subsequently cemented together. 


| « Figs. 5,814 and 5,815 show these types of insulator. 


’ There are numerous types of insulators adapted in design 
> the various conditions met with. 


' Guys for Poles.—Where poles are subject to severe strains 
Thich might throw them down and break the wires, guy cables 
sre largely employed, these being attached near the top and 





1G. 5,814.—Telephone and telegraph line glass insulator. 
1G. 5,815.—Type of insulator used in making a transposition. 


secured either to the base of the next pole, to a suitable guy 
stub or post, or to a guy anchor, which is buried about eight 
feet in the earth and held down by stones and concrete. 


Poles should be guyed at corners in order to thoroughly secure the poles 
so that no strain may come on the cornerwise span. It is also necessary to 
guy a line where it is to be deflected from a straight path, as when rounding 
a hill, water course or railway curve, in order to neutralize the pull of the 
wires, tending to incline the poles toward the center on which the arc is 
described; also when descending a hill. 
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The methods of guying poles are shown in the accompanying 
cuts. | 


Guy Stubs and Anchor Logs.—In guying a line under such 


‘conditions,-each pole is connected by a suitable cable to a gu 
post or “‘stub,’’ or to an anchor log. 


a 





Fics. 5,816 and 5,817.—Hubbard tee pole braces. The vertical brace shown is designed for 
3 arms spaced 12 ins. apart, or 2 arms on 24 in. centers, additional arms being cared for: 
by placing other vertical braces in serzes with the first. The vertical brace is made of 13% X 
134 X \ in. angle and is provided with poles for 4% in. bolts. The diagonal brace is intended 
for use on both the 6 and.10 pin arms. It is provided with a step for the line man and may 
be used on either side of the pole. It is fastened to the side of the pole by a 4 in. lag screw, 
and to the cross arm by a 4 in. machine bolt. The diagonal brace is made of 2 X2 K#,% in. 
angle steel. The back braces are attached to the pole by the &% in. cross arm through bolt 
and to the cross arm by a } in. machine bolt. Back braces are made of 2 X2 14 in. angle 


steel. 
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Ss. 5,818 to 5,820.—Methods of guying corner poles. The proper guying of corner and 
@rminal poles is especially important; on corners and curves, the guys should be stronger 
‘nd more frequent and should be placed at the outer side as shown in the diagrams. 


ff 


Standard rules specify 
stubs between 18 and 25 
feet, with exact limits as 
to circumference meas- 
urements at the top and 
at a point 6 feet from the 
butt, according to the 
kind of wood used. Figs. 
5,822 and 5,823 show 
two types of anchor. 


71G. 5,822.—Guy anchor log in position. 


"1G. 5,823.—Stombaugh guy anchor. It is made of cast iron and can be screwed into the 
ground like an auger. 
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TEST QUESTIONS 


. What range of voltage is employed on pole lines? 

. Name three classes of poles. 
. What kind of pole is mostly used? 

. What are the properties required in wooden poles? 

. How are wooden poles classed according to wire 


capacity? 


. Draw a sketch showing right and wrong way tc 


measure pole butts. 


. How is the sweep of a pole measured? 
. Name the several methods of wood preservation. 
. Describe the preservation method employed by some 


large pole concerns. 


. Describe pole climbers. 

. Describe the method of erecting steel poles. 

. How is an expanded steel truss pole made? 

. Describe another type of steel pole largely used. 

. What may be said with respect to concrete poles? 
. What are the advantages of concrete poles? 

. Name the two general types of concrete poles? 

. Give the construction of the solid type of concrete pole; 
. How is a hollow concrete pole made? 

. What are cross arms? 

. How are the wires attached to the cross arms? 

. What materials are used for insulators? 

. What provision is made where poles. are exposed to' 


| 
| 
| 
| 
| 


severe Strains? 


. Describe the various methods of guying poles. 
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CHAPTER 123 


Erecting Pole Lines 


Before starting an erecting job, ascertain whether or not all 
ecessary permits have been secured in order that the work , 
aay be done in accordance with the detail plans. 


If any part of the proposed work requiring a permit be not covered by 
a permit, do not begin operations until everything is covered by permits. 


Ordering Poles.—Car load lots should be specified. A 
schedule should be attached to the order covering the ship- 
nent to be made, delivery points, and the required date at 
2ach delivery point. 


Pole storage yards should be provided at delivery points, and the poles 
should be hauled from .these yards to the stake, either by the company’s 
forces or a teaming contractor, depending on which is more economical. 


Where poles are obtained locally it is desirable to have 
them delivered at the stake by the supplier and orders for 
poles should so specify, if conditions permit. 


The person making deliveries should be furnished with a location or 
stake list showing the length and class of pole to be delivered at each stake, 
and the date when delivery is required. 


The delivery of poles in piles along a route should be avoided where 
practicable. 
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Unloading Poles from Cars.—In many cases poles may be 
unloaded to advantage by local contract. ‘There are several 
methods of unloading poles as 


1. By cutting the stakes; 
2. By dragging off car end; 
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Fic. 5,824.—Unloading poles. Ist Method. First cut stakes on one side of car, then cut 
tie wires on other side, allowing poles to roll off. This is a dangerous method. For safety 
see that the stakes have amply strong tie wires at top and at center of stakes. Where any 
doubt exists regarding their strength pass a one inch rope or 6,000 Ib., or larger, strand over 
the load at each end of the car, and secure it so that the load is bound in place. 


3. By means of pole derrick; 
4. By lowering with rope. 


These methods are shown in figs 5,824 to 5,827. 
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‘-Storing of -Poles.—Where poles are to remain in the yard 

r a considerable period of time, they should be sorted ac- 
rding to different classes and lengths and placed on skids. 
‘ake the skids of old poles where practicable and space them 
‘yout fifteen feet apart in a location where water does not 
scumulate. 


The end poles of the pile should be prevented rolling by means of 
blocks spiked to the skids or stakes driven into the ground. Where piles 
are more than one pole high, each layer should be carefully ‘‘nested”’ on 
‘ the layers beneath. Butts of poles should be reversed on alternate layers 
when the pile will be four or more layers high. 


{ Locating Poles and Stubs.—In general, measure off the span 
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Fic. 5,825.—Unloading poles. 2nd Method. Dragging poles off the end of the car. Lay 
temporary skids across the tracks at the end of the car, as shown. Attach'pole tongs, rope 
sling or chain to end of pole and pull pole off the end of car so that it lands on the skids. 
Where this procedure would be liable to break the pole, the end of the pole which is last to 
leave the load should be lowered to the ground. Pole tongs attached to a rope may be 
used for this purpose; take a turn around the top of a stake with the rope where necessary, 
to prevert the pole descending too fast. Roll the poles clear of the tracks. 


3,486 Erecting Pole Lines 


lengths specified for the line until an obstacle or. a fixed pole 
location, such as a corner, dead end, or crossing is reached. 


Locate a pole at a satisfactory distance from the obstacle or at the fixed 
location. If it be then found that the span adjacent to this pole be 10% 
over or 20% under the specified length of span, relocate a sufficient num- 


ber of the adjoining poles so as to make all spans come within the desired 
locations. 
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Fic. 5,826,—Unloading poles. 3rd Method. Use a pole derrick or gin pole. 


Drive stakes at the proposed pole and stub locations. 


Where the line requires poles of different heights for grading, the pole 
height required should be marked on the corresponding pole location stake. 
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The number of poles specified per mile should, in general, not be increased 
or decreased by more than one pole, except where long span construction 
occurs. Locate poles in line, except corner poles. 


Locate terminal poles so as to obtain good guying facilities and so that 
if there be an underground connection, the conditions will be favorable 
for building the subsidiary conduit and pulling in the cable. 


Along the highway, except in municipalities, locate line close to the 
highway fence line, but avoid, so far as practicable, having cross arms 
overhang private property. When conditions permit, locate poles at 
transverse fence or property lines. 


Where local regulations provide a definite location for pole 
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Fic. 5,827.—Unloading poles. 4th Method. Lowering poles to ground by ropes. At each 
end of the car secure the end of a rope to the top of a sound stake on the side of the car 
opposite the unloading side. Pass these ropes over the load and under the first pole to be 
unloaded. Then brirg them back to the opposite side of the car, take a turn around the 
top of the stakes and pass the ends to a man whose duty it is to tend them. Cut the tops 
off the stakes on the unioading side at a point just below the top layer of poles. Ease off 
on the ropes, thus allowing the first pole to roll over the edge cf the load. Pay out the 
rope slowly until the pole touches the ground. Roll the pole clear of the rope and repeat 
the operation with the poles on top layer, rolling them to the edge of the load with cant 
hooks or peavies. Similarly unload the remaining layers, cutting stakes at proper level 
for each layer. 
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lines, for example, at a fixed distance from the center of the 
highway, the regulations must be complied with. 


Poles on highways outside of incorporated limits should be placed be- 
tween the drainage ditch and fence line or highway limits. Do not set 
poles between drainage ditch and highway without special approval of 
county or state authorities. 


Avoid long curves, a line should consist of straight sections and corners. 
Avoid locating poles in inaccessible places, such as marshes, steep banks, 
etc. 


Avoid the use of long or short poles for grading the line by shifting the 
stake locations (but not more than 10% over or 20% under the specified 


err ree | 





Fics. 5,828 to 5,830.—Change of grade diagrams. By definition a ‘‘change of grade’’ is 
a change tn the slope of a line which results in an up pull or a down pull at a pole, as shown 
in the diagrams. At up pulls G, the change of grade on pole B, 1s approximately equal to 
one-half the distance EF. The point F, is located by sighting across the tops of poles (or 
rods) A and B. At down pulls G, the change of grade on pole B, may be found directly 
by sighting across the tops of poles (or rods) A and C. 
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span length) so as -to keep poles off the summits of mounds and the bot- 
| toms of depressions. 


_ Avoid pole locations which will involve the wires in tree branches or 
foliage where pruning rights will be difficult to obtain. Locate exchange 
poles so as to facilitate joint use. 





Fic. 5,831.—Main aerial cable turn at street corners. Use a singie pole corner if guying con- 
ditions permit. At street corners, where conditions such as radius curbs, sewer inlets, 
etc., will not permit a single pole corner, and at other locations where it is not practicable 
to make a single pole corner, make the corner as here shown. 


Pole Location at Corners.—Locate corner poles so as to 
obtain good guying facilities. Corner poles should be “‘set 
in’ to give the proper rake, where conditions are favorable 
and appearances permit, as shown in fig. 5,861. 

In open wire lines use a single pole corner where the pull is less than 40 
feet. Where the pull on a single pole would be 40 feet or greater, in gen- 


eral make the corner on two poles. Where a two pole corner is impracti- 
cable, a single pole corner with special cross arm construction may be used. 


Grading the Line.—A line should follow the general contour 
of the ground over which it passes, avoiding, however, any 


3,490 Erecting Pole Lines 


USE ROUNDED GRADE 
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Fic. 5,832.—Rounded and flat grades. A rounded grade is one which has a change of gr 
on practically every pole, whereas a flat grade has a change of grade on the first and . 


poles only of a slope. It will be noted that the rounded grade requires fewer high p 
than the flat grade. 
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Fic. 5,833.—Method of sighting for grading. Place locating rods at the 
pole locations. Sight between corresponding marks on rods A and 
C, so that the line of sight will cut rod B. In the illustration, the 
two foot mark is selected, and the line of sight cuts rod B, at the 
six foot mark. This indicates that there is a change of grade of four 
ft. (6 ft.---2 ft.) on stake B. If it be desired to have the pole tops in line, pole B, sho 
be four feet shorter than poles A and C. If the change in grade be found to be in exc 
of the allowable limits, it would then be necessary to select a pole of such length as wo 
bring the change of grade within the allowable limits. 
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‘orupt dips or rises which would cause excessive pull on tie 
rires, pins, or other attachments on the pole. In all cases,. 
‘oles should be made as short as the required clearances and 
illowable change of grade on each pole will permit. 


Where it is necessary to increase or decrease the height of attachments 

» On poles in order to obtain required clearances, the change should be made 

by using rounded grades, rather than flat grades, as shown in fig. 5,832. 
The method of sighting for grading is shown in fig. 5,833. 





Fic, 5,834.—Branch aerial cable turn at street corners. 


Framing Poles.—This work should be performed before set- 
ting. Where practical it should be done in the pole yard. If 
done on the job, the work should be so arranged as not to 
interfere with the men setting poles. Where framing is done 
in the yard or on streets, remove the chips at the end of each 
day’s work. 


Creosoted poles are delivered with the gains and other framing already 
cut. In no case should the creosoted surface of the pole be penetrated. 
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Framing poles consists of several operations: 


1. Trimming; 
2. Shaving; 
3. Roofing; 
4. Gaining; 
5. Boring. 





Fics. 5,835 and 5,836.—Roofing. Turn the pole so that the face (or inside of the sw 
is up and hold the pole in that position either by blocking or by placing the top of the | 
in a gaining buck. Mark the angle of the roof (90°) and cut it with a saw, taking care 
to splinter the wood at the bottom of the cut. 


Trimming.—Trim off all knots, and cut off all projecting parts of 
butt which would interfere with the pole entering a full sized hole. 
not decrease any dimension which would reduce the life of the pole. Tr. 
ming includes stripping off all the bark; it 1s necessary in order to rev 
defects in the pole, prevent decay and make the pole safer for the linem 


Shaving.—This operation is performed with a draw knife but sho 
be done only when required. Shave only the section of pole or stub wh 
is to extend above the ground or is to be treated. 


Roofing.—This operation consists in forming a roof in the top of | 
pole. This is done by sawing the two sides of the pole top at the an 
shown in figs. 5,835 and 5,836. Note that the ridge is at nght angles 
the gains. 
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Gaining.—By definition a gain is the notch cut into the pole into which 
the cross arm 1s placed when mounted. Gains are cut to provide a flat sur- 
face to help maintain the arms in alignment. 


Cutting a gain consists in first sawing along the upper and lower edges 
of the gain with a hand saw, and then chiseling out. the round: portion and 
making a flat recess. 

It is good practice to hollow out the gains slightly in the center to insure 
_a snug fit of the cross arm, thereby preventing its rocking from side to side. 


The operation is shown in detail in figs. 5,837 to 5, 839. 
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GS. 5,837 to 5,839.—Gaining. Locate gains on the inside of the sweep on curved poles. 
Measure distances accurately and cut gain so that-a tight fit is obtained when cross arms 
are placed. In general, space gains 24 ins. apart, top to top of gain. With approval of 
supervisor, this distance may be reduced to 18 or 12 ins. to obtain proper clearance. Where 
phantom transposition brackets are to be placed, the cross arm spacing must not be less 
than 24ins. Where A or B transposition brackets are to be placed; the cross arm spacing 
must not be less than 18 ins. On jointly used poles cut gain for telephone cross arm so that 
the clearance between this cross arm and the nearest cross arm. or r attachment, of the electric 
company, will comply with the local regulations. : 





JAIL GROUND LINE © CENTER LINE. 
SS OS eS 
STRING POLE TEMPLATE | 


IG. 5,840.—Gain template and method of aligning on pole. If the arms of the cenit be 
made of flexible material such as sheet metal, they may be bent toconform with the pole 
surface, thus permitting the gain lines to be scribed with precision. 


3,494 Erecting Pole Lines 








_ 









fu eal?’ 






{lie 


: | 
o 








SARI RT ERA ARR DI ID, 


Sa 


Seine Oe 
7h orn 


4 


7% ” 2 
2 5 


Fic. 5,842.—Installing Pierce detachable step. Step 1. Slip the plate over the lag and dri 
the lag screw until the plate bites into the pole. 


Fic. 5,843.—Installing Pierce detachable step. Step 2. The step slips down in a groove 0 
each side of the lag screw head. 








— 
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Fic. 5,844.—Installing Pierce detachable step. Step 3. The lineman attaches the steps as he 
climbs the pole. | 


Fic. 5,845.—Removing Pierce detachable step. Step 4. After the lineman is finished worki 
on the pole, he removes the steps and carries them away. | 
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Where the line is to carry only cable or distribution wires attached to 
brackets, no gains are necessary unless the municipality requires one. 


Boring.—A hole should be bored for a 5% in. cross arm bolt in the cen- 
ter of each gain. The hole should be so bored that when the cross arm is 
drawn up tight, the bolt will be at right angles to the face of the cross-arm. 
Where practicable, holes for cable suspension clamp bolts and pole steps 


should be bored before the pole is erected. The last operation completes 
the work of framing’ 
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G. 5,846.—Digging a hole for a large pole. Where a large pole is to be erected with pikes, 
or any pole is to be raised with a bull rope, dig a trench extending from the hole, in line 
with the direction from which the pole is to be raised. 


Stepping the Poles.—Poles which require frequent climbing 
10uld be provided with steps to prevent damage to the pole 
om the climbing spurs of the workman. The steps should 


» spaced 18 ins. apart and located alternately on opposite 
des of the pole. 


The lowest <tep is placed not less than 614 ft. from the ground. A form 
of detachable pole step 1s shown in fig. 5,841. 


Digging Pole Holes.—When stakes are used to show pole 
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locations, dig hole around the stage as a center. Where no 
stakes are used, holes should be dug where directed. 


The holes must be dug large enough to permit the free entrance of the 
pole without cutting down its normal circumference at the butt, and of 
sufficient size to permit tamping throughout their entire depth. The sides 
of the holes must be straight. 


The following table gives the depth of holes for various 
poles set in level ground except that. unguyed stubs and corner 
poles must be set =“ “rs 6 Ins. or more, according to the 
nature of- the ‘souks * Ry A ty cages 


Depth of Holes for Poles 


POLE LENGTH ISETTING IN EARTH SETTING IN ROCK 
DEPTH IN FEET) DEPTH IN FEET | 





NOTE .—Dig just enough holes each day to permit the pole erecting gang to do a full 
day’s work. Where holes remain open at the end of the day’s work, cover them well or guard 
them to prevent accidents. Where conditions require it, the holes should be covered with 
substantial planking immediately after they have been dug. 
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MIDDLE OF CURVE 





SIDE TOWARD MIDDLE 


A OF CURVE 





TAPE. POLE 


CROSS ARM POINTING 
~ “TO MIDDLE POINT OF 
TAPE | 
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Fics. 5,847 to 5,854.—How to face cross arms. A, on straight section; B, on curve; C, at 
corner; D, two pole corner; E, at dead ends, toward end of line on last 2 poles; F, at long 
spans, away from long span; G, at steep grades, toward top of grade; H, on grade. 





TOWARD TOP OF 
STEEP GRADE 
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In ordinary soil use a hole boring machine, or shovel, digging spoon and 
digging bars. 


In soft soil, which caves while digging, use a barrel with the heads re- 
moved, or a split iron cylinder to act as shoring. The barrel may be left 
in place after the pole is erected. Where the earth is soft and the load on 
the pole will be heavy, dig the hole large enough so that a foundation of 
rock, concrete or plank may be placed at the bottom of the hole to keep the 
pole from sinking. 
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Fics. 5,855 and 5,856.—Erecting poles, Ist Method. 


Facing Poles.—By definition the face of a pole is the side 
of the pole on which the cross arms are attached. 


Set the poles so that ridge of pole roof is in line with lead. Ridge of 
junction pole roof should be in line with main lead. Ridge of stub roof 


should be in line with guy. The proper facing .of the cross arms is shown 
in figs. 5,847 to 5,854. | 
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Erecting Poles.—In general, the method to be employed in 
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f1G. 5,857.—Erecting poles, 2nd Method. Place butting board (used in soft soil) or digging 
bars (used in firm soil) in the hole. Move pole into place with butt against butting board. 
Place deadman or jenny in position along the ground where footing will be secure, and sta- 
tion a mantoattendit. Position A. Lift pole and deadman to position B. If pole be brougnt 
into place on a dinkey, lift top of pole and place deadman underneath. Place 2 cant hooks 
or peavies, one to pull against the other so as to serve as a means to prevent the pole turning 
as itis being raised. The cant hooks or peavies should be placed about 2 feet above probable 
ground line. Wien a pole is treated, the hooks must not penetrate the treated wood. Sta- 
tion a man to hold the hooks as the pole is being raised. Place pike poles near the top of 
pole, one on each side, to steady the pole as it rises and the others underneath the pole. 
At this stage, the side pikes should be held with the two hands separated and the lift pikes 
should be held in the hollow formed by clasped hands. Raise the pole, then move the dead- 
man down until it supports the pole again. Position C. In changing the location of the 
deadman, keep it in instant readiness to support the entire weight of the pole. Pole may 
be lifted from position B, to position C, by hand, if more convenient. Apply pikes further 
down the pole. Position C. Shift the pikes one at a time. Raise the pole again. When 
the pole passes the 45° angle, the men on lift pikes may work to better advantage if they 
use one hand to support the butt of the pike at the level of the shoulder and the other hand 
to guide the pike. Repeat this operation until the pole can be piked directly into the hole. 
When the pole commences to slide into the hole, remove the deadman so that it will not 


interfere with the movement of the pole. Line up pole with cant hooks or peavies and 
steady it with pikes while backfilling and tamping. 
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erecting poles depends upon the size and weight of the pole 
and upon conditions encountered at the pole locations. Where 
practicable, the cross arms should be placed before the pole 


is erected. The following methods are given to cover various 
conditions met with. 


First Method.—Setting by pole derrick operated by power winch on auto- 
mobile truck. This method, as shown in figs. 5,855 and 5,856, will prove 
to be the most economical and safest way of erecting poles in practically 
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Fic. 5,858.—Erecting poles, 3rd Method. Erect a gin pole of suitable length as near as 
practicable to the hole which has been dug for the line pole. Where there is danger that 
the gin pole butt will slip to one side under load, dig a shallow hole for the gin pole butt. 
Where there is no danger of this, the gin pole butt may be set on the ground, or on a plank 
if the soil be soft. Guy the gin pole as shown. Attach blocks to gin pole about 6 ins. from 
top of pole. Attach lower end of tackle to line pole just above balance potnt. Haul away 
on tackle, guiding the pole as it rises, either by pressure on the butt or by pike poles . Lower 


pole into hole. Line up pole with cant hooks or peavies and steady it with pikes while back- 
filling and tamping. 
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all cases where poles heavier than 25 foot cedar poles and not exceeding 45 
feet in length are to be handled. 


Second Method.—Selting with pikes. The success of this method, 
shown in fig. 5,857, and safety of the men employing it, depend upon the 
intelligent co-operation of the men. Each man should be assigned toa 
definite part of the work and should make himself proficient init. Climbers 
or body belts should not be worn while piking poles. Nothing should be 
left under foot where it might cause men engaged in piking poles to trip. 
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Fic. 5,859.—Erecting poles, 4th Method. Trench the hole as in fig. 5,846. Place butting 
board firmly in the hole so that it will not kick across the hole and block it. Move the pole 
into position so that the lower portion lies in the trench with the butt firmly against butting 
board. Sce that the anchorage, slings and tackle are in good condition and of sufficient 
strength. Make set up about as shown. Dotted lines show set up used where a winch is 
not available. Take great care to have ropes and anchorages strong enough. Serious acci- 
dent might result if one of them give away. Station men to tend guy poles. Take a strain 
on bull rope. If top of pole tend to swing out of line of pull, bring it back by easing off or 
taking in slack on side guys. Haul away slowly on bull rope, keeping pole in line with pull 
until pole slides into hole. Line up pole with cant hooks or peavies and steady it with pikes 
while backfilling and tamping. 
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Light weight poles (25 foot cedar and smaller) may be set by hand with- 
out the use of a deadman or cant hooks. Two pike poles are sufficient. 
For medium weight poles proceed as explained in fig. 5,857. 


Third Method.—Seiting with gin pole. When the pole is too long or 
too heavy to use the first method, or the gang is too small to use the sec- 
ond method, a gin pole is used to advantage. This method is explained 
in fig. 5,858. 


Fourth Method.—Seiting with bull rope. This method may be used 
for heavy poles, where owing to obstruction or lack of men, other methods 
are not practicable. In this method a nearby pole is used to support a 
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Fic. 5,860.—Erecting poles, 5th Method. Dig hole of sufficient diameter to give approxi- 
mately an 8.1n. clearance about the pole until the soil begins to cave or until water is en- 
countered. Set pole in this hole and hold it upright with pike poles. Direct a stream of 
water from a nozzle lashed to a short pike pole handle into the soil at the butt of the pole. 
The pole is gradually undermined and sinks. During this operation move the nozzle around 
the butt to avoid wedging and ease off carefully on the pike poles. A pressure of 40 lbs. 
per sq. in. has been found to work out well with this method, although a quantity of water 
is More essential than a high pressure. When the pole has sunk to the desired depth, reduce 
the water pressure, remove the nozzle and shut off the water entirely. Shovel back the over- 
flow of sediment around the pole. Usually no tamping is required. 
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CORNER POLE RAKED , 
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Fics. 5,861 and 5,862.—Treatment of oa poles at corner. 
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When placing guys, pull over 


tops of all poles so that when the load is put on and the anchors and guys have settled, the 


pole tops will have come back into line. 


Under average conditions pole tops should be pulled 


Over an amount approximately equal to the diameter of the pole top. When conditions are 
such that more or less yield is expected from anchor and guy, this amount may be modified 


accordingly. 
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Fics. 5,863 and 5,864.—Pole brace. 


Lo 74IN. X 2% IN. SQUARE WASHERS 


CROSS ARM BOLT TO PREVENT 
SPLITTING OF BRACE 


STUBBING BOLT MUST PASS' 
THROUGH BRACE AT THIS 
POINT 


A GROUND BRACE MAY BE 
USED IF NECESSARY TO 
PREVENT POLE LIFTING OUT 


2@ CREOSOTEOD ANCHOR PLANKS 
OR APPROVED EQUIVALENT NOT 
LESS THAN 2IN X 12 IN.X 24 IN. 
SIZE OF PLANKS MAY. VARY 
WITH THE CONDITION OF THE 
SOIL BUT MUST NOT BE LESS 
THAN DIMENSIONS GIVEN - 


Place brace as high up on pole as practicable, but not 


above second cross-arm. Brace hole must be dug to reach solid footing. Depth should 
be at least 2 ft. except in rock. Two creosoted anchor plarks or approved equivalent not 
less than 2X12 X24 ins. Size of planks may vary with the condition of the soil, but must 


not be less than dimensions given. 
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snatch block for the bull rope. Where obstructions do not prevent raising 
pole with butt at hole proceed as in fig. 5,859. 


Fifth Method.—Seiting with water jet. Where digging hole to full 
depth by shovel is impracticable because of caving soil or sub-surface 
water, the method shown 1n fig. 5,860 should be used. 

Rake.— Where practicable corner and dead end guyed poles 
should be raked by “‘setting in” the butts by an amount not 
exceeding 1 foot for every 20 feet of pole length. Conditions 


in towns and cities may require that all poles be set vertically. 
See figs. 5,861 and 5,862. 
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5,865.—Method of ground bracing at corners where guy wires are not permitted. 
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Poles supported by pole braces should be set vertically. Ground braced 
| poles should have their butts set in line. Their tops should be set out of 
-‘line away from the pull by an amount equal to the give which is expected 

to take place when the pole has settled under load. 


Backfilling and Tamping.—After the pole is placed in posi- 
ion, fill in the hole with earth, thoroughly tamping it mean- 
lvhile. Where conditions permit, use coarse soil or gravel at 
the top of the hole in filling. Wedge rock firmly around poles 
that are set in solid rock. In rural districts, bank the soil 
around the pole above ground level and pack it firmly. In 
urban districts, do not bank excess earth around the -base. of 
the pole. Cart it away. 
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Fics. 5,866 and 5,867 .—Swamp tig to support pole in swampy locations. Where the ex- 
posure to high winds is not great and where the earth is never extremely soft, a platform 
fixture without piling will generally be sufficient. 
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Code. 


Article 60. Signal Systems. ‘ 
6001. General. 


a. The provisions of this article shall apply to telephone, telegraph (except radio), distri 
messenger and call-bell circuits, fire and burglar alarms, and similar systems. 


Such protective measures as are essential to safeguard these systems under the 
various conditions to which they are subjected are outlined in these rules. 


6002..-Outside Wires. 


a. Outside wires shall be placed in underground ducts or strung on poles. They shall no | 
be run across or attached to roofs except by permission of the authority enforcing this code 


6b. Underground wires shall not be placed in a duct, handhole, or manhole containing electric’ 
light or power wires. Where a handhole or a manhole is divided into sections by means of 
partitions of brick, concrete or tile, each compartment shall be considered as a separate hand- 
hole or manhole. 


c. Overhead wires shall not be attached to a crossarm carrying electric light Or power wires, 
nor shall they, when on the exterior walls of buildings, be brought closer than four inches to 
electric light or power wires, unless one system is in conduit or is permanently separated from 
the other system by a continuous and firmly fixed non-conductor, additional to the insulation 
on the wires. 


d. The metal sheath of aerial cables which are liable to.contact with electric light or power 
wires shall be interrupted close to the entrance to a building by an insulating joint or equivalent 
device. 


e. The distance between the two inside pins of any crossarm of a pole carrying signal and 
electric light and power wires shall be not less than 24 inches. 
It is recommended that signal wires, being smaller and more liable to break 
and fall, be placed on the lower crossarms. 


f. Aerial cables of the metal-sheathed type may have paper or other suitable insulation. 
If the metal sheath is omitted each wire shall have 4 inch rubber insulation and the bunched 
wires shall be covered with a substantial braid. 


g. Wires from the last outdoor support to the protector, and wires attached to buildings 
shall have 1% inch rubber insulation on each wire, and in addition the wires, either individually 
or bunched, shall be covered with a substantial braid. Where such wires are entirely within 

-a block the insulation on each wire may be less than !4 inch, but not less than !/« inch in 
thickness. Where not in conduit, such wires shall be separated from woodwork and sup- 
ported on glass or porcelain insulators. 


h. Wires shall enter buildings either through non-combustible non-absorptive, insulating 
bushings, or through approved rigid conduit. Conduit or bushings shall slope upward from 
the outside, or, where this cannot be done, drip loops shall be formed in the wires immediately 
outside the point of entrance. The conduit shall be equipped with an approved service head. 
More than one wire may enter through one conduit or bushing. 


7. The preceding paragraphs g and & shall not apply where the wires enter a building in 
the form of a cable such as is described in paragraph f, of this section, nor where the entire 
street circuit is run underground, and the circuit within the block is so placed as to be free 
from chance of accidental contact with electric light or power wires of over 250 volts. 


6003. In Buildings, Generally. 


a. Wires beyond the protector, or wires inside buildings where no protector is employed, 
shall be neatly arranged and secured in place in a convenient, workmanlike manner. They 
shall not approach nearer than two inches to any electric light or power wire unless one 
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(ode.—Continued . 


stem is in conduit or the two systems are permanently separated by a continuous and 
mly-fixed non-conductor, additional to the insulation on the wires. 


The wires would ordinarily be insulated, but the kind of insulation is not speci- 
fied, as reliance is placed on the protector to stop all dangerous currents. Porce- 
lain tubes or approved flexible tubing are considered suitable non-conductors. 


.6. Wires bunched together in a vertical run shall have a fire-resisting. covering sufficient 

) prevent the carrying of fire from floor to floor. This requirement shall not apply if the 

ires are encased in non-combustible tubing, or are located in a fireproof shaft having fire stops 
= each floor. 


c. Signal wires and electric light and power wires may be run in the same shaft; if the two 

"stems are separated at least two inches, or if either system is incased in non-combustible 
abing. 
i'd. Signal wires shall not be placed in a tube or compartment containing electric light or 
ower wires, nor in the same outlet box, junction box or similar fitting or compartment unless 
>parated from said electric light and power wires by a suitable partition, except where the 
Ower wires are introduced solely for power supply to signaling equipment or for connection 
>» remote control equipment. 


e. Transformers or other devices supplying current to signal systems from eiectric light or 
ower circuits shall be of a type expressly approved for such service. The secondary wiring 
hall conform to the requirements of this article and the primary or the charging circuit wiring 
o the requirements of articles 1 to 19, inclusive, of this code. This transforming device shall 
e permitted only when the primary thereof is properly grounded as required in article 9 of 
his code. 


TEST QUESTIONS 





1. What should be done before starting an erecting job? 
2. How should.poles be ordered? 

3. Where should pole storage yards be provided? 

4 


When poles are obtained locally, where should they be 
delivered? 


5. Name four methods of unloading poles from cars. 

6. Describe the unloading of poles by cutting the stakes. 
7. What may be said with respect to the storage of poles? 
8 


Describe the method of unloading poles by dragging 
them off the end of car. 


9. How are poles unloaded by derrick and by ropes? 
10. How should poles be placed on highways? 
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11. 
12. 
13. 
14. 
15. 


16. 
17. 
18. 
19. 
20. 
22. 


23. 


What should be avoided in placing poles? 

How should pole corners be located? 

How should corner poles be set? : 

What may be said with respect to grading the line? } 

What is the difference between a rounded and a /flaf 
grade? | 

Explain the method of sighting for grading. 

What is understood by framing poles’? 2 

Where should framing be done if possible? 

How are creosoted poles delivered? 


Name the five operations al framing, and™ describe 
- each. 





What. should be provided on poles which require fre. 


quent climbing? « 
How high should the lowest step be placed pen the 


ground? 


Describe in great’ detail the various methods of erect- 
. ing poles from the digging of the hole to completion. 


0 
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CHAPTER 124 





Transmission Towers 


With the ever increasing tendency to concentrate power 
iouse units by making fewer and larger installations, spaced 
arther apart, 1t has become necessary to transmit electrical 
mnergy over greater distances. 


This involves much higher working voltages in order to reduce the trans- 
mission loss toa minimum. The use of high voltage makes necessary more 
efficient supports and also better insulation. Moreover, it is necessary 
to allow more clearance between the ground and the lowest conductor. So 
long as the wires were kept only a short distance above the ground, the 
wood poles made an ideal support for them under ordinary conditions; but 
when higher supports had to be considered, transmission line cngineers 
began looking about for other supporting structures which would lend them- 
selves more readily to all the varying conditions of service. The steel struc- 
ture was immediately suggested as the proper support to take the place 

' of the wood poles, and many arguments were advanced in its favor. How- 
ever, these supports when built. of steel were more expensive than the 
wood poles had been, and in order to keep the total cost of the line equip- 
ment down to a minimum, and to make such an installation compare favor- 
ably with a similar line using the wood poles, it became necessary to space 
the steel supports farther apart, so as to use fewer of them to cover the same 
length of line. 


The structures used for supporting high tension conductors 
nay be classed as: * 


1. Flexible frames; 
2. Rigid towers. 
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Flexible Frames.—These are heavier structures than lat- 
ticed poles because they are intended to take care of longer 
spans. Like the poles, their chief function is to take care pri- 
marily of transverse loads witha 
small margin of safety so that 
under unusual conditions of 
service they could also provide 
a little resistance in the direc- 
tion of the line. 


Example. — Distribute a load 
coming in this direction over a num- 
ber of supporting structures, and 
transfer such a load to the still heav- 
ier structures placed at regular inter- 
vals along the line; or the flexible 
frames may transfer all loads coming 
on them in the direction of the 
line toa point where they will be re- 
sisted, by a frame of similar con- 
struction and strength, but which is 

-made secure against the action of 
such loads by being anchored in this 
direction with guy lines. 


Flexible frames are almost al- 
ways rectangular in plan. Gen- 
erally, the parallel faces in both 
directions will get smaller as the 
top 1s approached, but often the 
two faces parallel with the direc- 
tion of the line will be of the 
same width from the bottom to 
the top. 





Fic. 5,868.—Flexible A frame for single circuit, 66,000 volt line. 


Transmission Towers 3,511 


The general appearance of a flexible frame is shown in fig. 
O00. 











Rigid Towers.—Tow- 
ers of this type com- 
monly called transmis- 
sion towers are the larg- 
est and heaviest struc- 
tures made for trans- 
mission line supports, 
and as would be im- 
plied by the designation 
given them, they are 
intended to have 
strength to carry loads 
coming upon them, 
either in the direction of 
the line or at right 
angles to this direction. 
They are usually de- 
signed to take a combi- 
nation of loads in both 
‘directions. 
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These towers are built in 
triangular, rectangular, 
and square types, depend- 
ing upon the particular 
conditions under which the 
structure is to be used. 


“1G. 5,869.—Blaw-Knox standard type transmission tower. 


NOTE.—The value of flexible frames comes from their low cost as compared with the 
‘ost of rigid towers and the flexible feature is of value in case of isolated stresses created by 
‘torms, falling trees, etc. Where the pin type of insulator is used, the overhead ground wire 
s sometimes advisable, although not always essential where the flexible structures have suf- 
icient stability to safely stand during the construction period, after which the stability of the 
conductors places the line in working condition. 
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When a plan of the tower at the ground line is square in outling 
each side of the square will be very much larger than in the case of eithe 
poles or flexible frames. The width of one side of a ngid tower, measureg 
at the ground line, will vary somewhere between about one-seventh an 
one-third of the total height of the structure. This dimension is usuallt 
determined by the construction which will give the most economical d@ 
sign, especially when there are a large number of the towers required; bug 
it often happens that the outline of one or more of the structures will be deg 
termined by local conditions which are entirely foreign to the matter Of 
economy of design. Moreover, the conditions of loading may be such ag 
to make a special outline the most economical design. A standard typ 
tower 1s shown in fig. 5,869. 










SPLICE GROUND 
ANGLE ~ LINE. 


ANCHOR BOLTS 
40°TO 50 DIAM 





Fics. 5,870 to 5,875.—Various concrete anchors. 


NOTE .—Transmission towers and structural poles. A tower is generally assumed tc 
be a large 4 legged structure, sometimes capable of being a dead end structure in itself, althougt 
usually a tower is designed more with the idea of taking care of broken wire conditions bette! 
than would an ordinary latticed pole. The types of bracing usually are different, the bracing 
on the latticed pole usually being made up of flats, where the bracing on a tower usually i: 
made up of light angles or members more capable of taking compressive loads. This latter 
type of cesign in the tower is more economical construction. 
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Tower Anchors.—Concrete makes the best footing. The 
ight of the concrete itself reacts against the tendency of the 
st to pull away from the base because of the tension in the 
st on one side of the tower. It also offers more bearing 
rface against the earth around the footings and introduces the 
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Ss. (5,876 and 5,877 .—Rock anchor. 
3s. 5,878 and 5,879.—Earth anchor. 


issive resistance of a larger volume of earth against the up- 
ting tendency of the post on the tension side of the tower. 
When concrete footings are used, the posts are connected 
them in one of two ways: 


In the first method, extensions of the post sections, which are called 
anchor stubs, may be built in, these footings with just sufficient length 
extending above the concrete so that the lower post sections of the tower 
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may be connected directly to them. These anchor stubs may extend alm 
to the bottom of the footing or they may extend into the footings only 
enough so that the adhesion of the concrete to them will develop thé 
full strength, in which case it will be necessary ‘to add steel reinforcing bai 
from this point to the bottom of the concrete. This is necessary becag 
provision must be made to bind the concrete together so that it will ng 
break apart under the uplifting force in the post, and thus defeat its p ! 


2X2X%o6L 
BOTTOM SIDE 
ONLY 





ALL MEMBERS EXCEPT POSTS ARE 2x2X%eL 
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TO FIT ANGHORS 4X4X4L 
TO SUIT TOWER Youre 
Fics. 5,880 and 5,€81.—Setting template for anchor stubs. Almost all towers are built smalle 
at the top than at the ground line, and the tower leg inclines from the vertical as determine 
by the outline of the structure, fig. 5,881. The anchor stub generally follows the directio 
of the main tower leg, but when it is put in this position and suspended from a templat 


it has a tendency to swing to the vertical position. To obviate this condition the settin 
template should be trussed as here shown. 






The second method consists in having a base at the lower end of the pos 
section which will bear directly on the mass of concrete in the footing, ant 
which will at the same time be connected directly to this concrete by mean 
of long bolts or rods extending well into the mass of concrete. These rods 
in this case, would be brought into action only when the post is unde 
tension. If these rods be straight for their full length, and fairly large 
they should be imbedded in the concrete for a length equal to fifty time 
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Fic. 5,882.— Tower erection, first operation. 
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their diameter, in order to develop their full breaking strength. However, 
tif these rods be bent a little near their lower ends, their breaking strength 
‘swill be developed by imbedding them in the concrete for a length equal 
‘to forty times their diameter. 


Provision for binding together the concrete in the footing must be made 
“when anchor rods are employed, just the same as when anchor stubs are used. 


“Figs. 5,870 to 5,879 show various concrete, rock and earth 


.achors. 





'1G. 5,886.— Tower erection, jifth operation. 
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Erection of Transmission Towers.—There are two methods 
r which towers may be erected: 


1. Assembling in permanent position; 
2. Assembling on ground. 


First Method. 


When a tower is assembled by the first method, that is vertically, there 
will generally be required a crew of eight men, including one foreman. 
The following equipment will generally suffice: 


One light gin pole, about 25 ft. long. 





>. 5,889.—Tower erection, eighth operation. 
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One set of two-sheave and three-sheave blocks for 34 in. diameter rop 


About 300 feet of 34 in. diameter rope; four hand lines, each about 15 
ft. long; four small gate blocks for the hand lines. 


The post members are erected with the gin pole and tackle, but all th 
other members are pulled up from the ground with the hand lines. Th 
time required will be about the same whether the tower be light or heavy 
The time required will, however, depend upon both the accuracy of th 
fabrication of the material and the accuracy of the alignment of the ancho 
stubs. 


Second Method. 


When the tower is put together on the ground, the actual work of raisin 
it does-not consume more than ten or fifteen minutes after all the prepara 
tions have been made. These preparations and the erection consist of thre 
distinct operations: 

1. Leveling the ground where required for the erection equipment, anc 
blocking up the tower on rough ground and for side hill extensions. £ 
crew of seven or nine men including a foreman is required. 


2. Rigging up erection equipment, and bdlting erection shoes and strut 
in place, etc. A crew of about twelve men if&cluding a foreman is required 


3. The actual raising of the tower. Sometimes horses are used for thi: 
operation, but it 13 often found to be more satisfactory to use a caterpilla 
tractor, especially for raising the heavier towers. One team of horses wil 
generally suffice for this work, but it often requires four and sometime: 
six horses, especially in rough country and for raising towers that are un: 
usually heavy. The tractor gives a much steadier pull, and will permit 
of holding the load at any desired point more satisfactorily than wher 
horses are used. A substantial A-frame usually built up of steel pipes is 
generally employed for raising the tower from the prone to the upright 
position. A steel cable should also be used in preference to a manila ropé 
for this purpose in the case of the heavier towers. 


When concrete footings are used, and this method of erection is em: 
ployed, there is an advantage in having the anchor stubs set and con: 
creted in position in advance of the assembling of the tower. When this 
is done, the tower can.be assembled close to the anchor stub and can be 


- NOTE.— When installing a line of flexible frames with an overhead ground wire, the 
builder may use dead end towers, one about every mile, or may use guyed structures, one 
about every half mile. When a line is guyed in this manner, the head and back guys are usually 
designed to carry the longitudinal tension of one or more of the conductors broken. The 
use of guyed poles and structures, as compared with self supporting structures, is economical, 
and for this reason they are in general use. 
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raised about hinges fastened to the tops of the anchor stubs; but when 
the tower is assembled before the concrete is placed around the anchor 
stubs, 1t is necessary to assemble the tower a few feet away from the stubs, 
and then to skid the tower into the position from which it is to be raised. 

This process of skidding the tower is costly, and 1 is also likely to injure the 
tower members. 
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11. 
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13. 


14. 
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10. 


TEST QUESTIONS 


What are the conditions that require the use of trans- 
mission towers? 


Name two classes of transmission tower. 


What is a flexible frame? 


Give the construction of a flexible frame. 
What is the chief feature of flexible frames? 


Describe the construction of a transmission tower. 


. Give the proportions of transmission towers. 


What makes the best footing for a transmission tower? 


Describe two ways of connecting a post when concrete 
footings are used. 


Describe the operation of setting a template for anchor 
stubs. 


Name two methods of erecting transmission towers. 


How is a transmission tower erected by assembling in 
permanent position? 


How is a transmission tower erected by assembling 
on the ground? 


How much of a crew is required for the first method? 
What equipment is used for the first method? 


Does it require more time to erect a large tower than 
a small tower by the first method? 
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17. 


18, 
19. 
20. 
Ze 


Le. 
23. 


Name three distinct operations to be performed in th 
second method. 

How many horses are necessary for raising a tower: 

Is a tractor better than horses? 

What kind of a frame is employed for ee a tower: 


When the tower is assembled on the ground and con- 
crete footings are used, what advantage is offered: 


What is the objection to skidding a tower? 
What are dead end towers? 
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Stringing the Wires 


There are several methods of stringing the wires depending 
ym the size of the installation, equipment available, conditions 
winder which the work must be done, etc. | 





On the average job, the conditions are frequently such that the selection 
in advance of specific points for setting up the reels is inadvisable on ac- 
count of the difficulty of predetermining the length of wire that can be 
strung in one pull. Also, pole lines are often so located that the reels may 
be set up practically anywhere along the line. In such cases, the stringing 
of the wire is usually started at the beginning of the line and the wire pulled 
out as far as practicable; then a new set-up is made. 


The order in which the operations or stringing the wires as 
iasually performed on the average job is shown in fig. 5,890. 
They are briefly: 


1. Set up the reels at a starting point A; 

2. Pull the wires out through the first section, the length of 
which is determined by the conditions; . 

3. Dead end the wires at the starting point A, and where nec- 
essary place a temporary guy on pole at end of the first sec- 
tion 5; 

4. Pull the wires to the proper tension and sag, in the first 
section, locating the apparatus for pulling at the end of the 
section B. and snub the wires at B. 
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5. Tie in the wires after they have been pulled up to the 
proper tension and snubbed. 


6. Continue the operation in the succeeding sections-in the 
same manner, except that the wires should be spliced to the 
wires of the preceding section instead of dead ending them as 
at the starting point. 


7. Remove temporary head guys as the job progresses. 





STARTING POINT 
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Fic. 5,890.—Diagram to illustrate method of stringing wires on the average job. 


Where the conditions are such that only specific points are available for 
setting up the reels and it is practicable to select points from which the 
wire can be run out in both directions, the operations of stringing wire are 
usually performed as shown in fig. 5,890. 


Reel Set-ups.—These will depend on various items such as, 
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PERMANENT GUY PROCEDURE WHERE WIRE. 
= IS RUN OUT IN BOTH 
ED DIRECTIONS 
TN SNUB WIRES 
: | f<Boe  & SPLICE WIRES 
& \ E ED 
BY Pu EMPORARY GUY 
jST ; “Fe 
REEL \ ED 
LOCATION G om < SNUB WIRES 
GUYS 4 ~ Rey 
ONLY ONE WIRE eno , 
CLEARNESS LOCATION \ 


TEMPORARY oe 


G. 5,891.—Diagram to illustrate method of stringing wires where the reels can be set up only 
at certain points. Proceed thus: 1, select first reel location, B, near enough to the starting 
point A, to permit pulling the wire back to the starting point, and at a point which will 
‘permit pulling out the wire in both directions; 2, set up the reels at first reel location B; 3, pull 
wires out from B, toward A, and dead end the wires at A; 4, where necessary place temporary 
guy at B; 5, pull wires in section AB, to proper tension from B, and snub the wires at B; 6, 
pull wires out from B, to C. Tie in section AB, while doing this work; 7, splice wires at B; 


8, where necessary place temporary guy at C: 9, pull wires in section BC, to proper tension 
from point C, and snub wires at C. 
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. 5,892.—Multi-reel holder and brake. Use 34 inch rope to brake the reels. 
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total length of wire to be strung; maximum length of wire 
that can be handled in one pull, etc. The arrangement of the 
reels depends upon the space available, method of setting up 
the reels and the number of wires to be pulled. Where prac- 
ticable, set the reels as in fig. 5,892 and locate them far enough 
from the pole to permit the wires to pay out smoothly. 


Pulling the Line.—Equip with a snap fastener each of the 


LENGTH OF ROPE TO BE ABOUT 
IO'PER CENT GREATER THAN 
NORMAL LENGTH OF SPAN 





RUNNING 
BOARDS 


USE ROPE OR LEATHER 
WHERE THERE ISA 
P POSSIBILITY OF CONTACT 
4 WITH ELECTRIC LIGHT 
Y 4) OR POWER CIRCUITS 


Fic. 5,893.—Apparatus for pulling the line. Where the wires being strung are near electric 
circuits the snap fasteners should be insulated from the wires with a piece of leather or rope. 
Where the circuits being strung are located on pins on opposite sides of the pole, as shown, 
or on different arms, the wires should be attached to two running boards, except where only 
one wire of a circuit is located on the opposite side of the pole. The second running board 
should be attached to the pulling line by a rope, each end equipped with a snap fastener. 
The second running board should trail the first board by a distance of about 5 ft. The use of 
a rope of this length on the second board permits the lineman on the advance pole to pass the 
second line to the other side of the pole or to the other cross arm while the lineman at the 
running board is fanning out the wires. The rope hanging from the running board assists 


in preventing the running board turning and can be used in guiding the wires from the 
ground. 
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*NOTE.—In running out wires along the ground, the reels may be placed on a truck, allowing the wires to pay out while 


the truck or wagor is moving ahead, or the wires may be pulled out along the ground with the reels at a fixed location. 
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wires to be pulled. The wires shall be fastened to a runni : 
board as shown in fig. 5,893 so that the wires can be trang 
posed readily. Equip end of pulling line with a snap fastene if 





The wire may be run out, either 
1. Over the cross arms, or 
2. Along the ground. ; 





LIFTING 


Fic. 5‘894.—Lifting pole for raising wires to cross arm. 


_ Where the poles are short and only a few circuits are to be strung and! 
it is practicable to run the wires out along the ground, a wire raising tool 
may be used, as shown in fig. 5,894. 


When pulling the wires use pulling blocks, strain equalizing blocks and 
tackle as shown in fig. 5,895. Do-not pull wires of different sizes with the 
apparatus shown. 


Snubs.—The word snub as here used means to hold fast. 
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When it is desired to hold the strain on wire that has just been 
pulled so that it may be tied in, or to hold the strain on wire 
while it 1s being spliced, the wire should be snubbed as shown 
in fig. 5,896. Where an unbalanced strain would exist on the 
pole, a temporary guy should be placed before pulling up the 
wire. 
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DETAIL SHOWING 
ARRANGEMENT OF ROPE 
Fic. 5,895.—Pulling apparatus for pulling a number of wires of the same size. 


Sag.—By definition sag is the extent to which a wire dips by 
its own weight at the middle of the span between two points of 
support. In pole line wiring the point at which the sag is 
measured depends upon whether the ground be level or sloping 
as indicated in figs. 5,897 and 5,898. 

The tables on page 3,527 give the sag for the different sizes 
of wire. 
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Properties of Wires 


BARE COPPER WIRE 


SIZE 



















WEIGHT PER 
MILE IN LBS. 


SIZE [APPROXIMATE 
LENGTH IN FEET|WEIGHT IN LBS} PER LB. 
: 
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Fic. 5,896.—Method of snubbing wires with ‘‘come alongs.’’ The tension is taken by the 
loop straps which are placed over the insulator pins. 
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The amount of sag is a direct indication of the tension in the wire. A 
simple and accurate method of measuring sag is by the use of targets placed , 
on the poles below the cross arm as shown in fig. 5,899. The lineman 
sights from on® target to the other. The tension of the wire is then in- 


creased or decreased until the lowest point on the wire coincides with the 
line of sight. 
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Fics. 5,897 and 5,898.—Sag on level and on grade. 


Fic. 5,899.—Target method of measuring sag. 
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Location of Circuits.—As far as possible, wires and circuits 
should be kept in the same position on the poles in order to 
facilitate the tracing of circuits, and to prevent accidents due 
to misunderstanding as to the service the various wires on the: 
pole supply. 

A rule often followed in stringing power lines, to identify; 
the phases of a three phase circuit is as follows: | 





When the lineman standing under a circuit has his back to the source: 
of power (sub-station or generating station) phase A, should be the left 
hand conductor, phase B, the middle conductor, and phase C, the right. 
hand conductor. The circuit thus runs ABC, from left to night. 
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Fic. 5,900.—Position of wires on insulators. 1. Straight lines. 
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Fic. 5,901.—Position of wires on insulators, 2. Curves or corners. 


Furthermore, the conductors of a given circuit should be grouped to- 
gether. In case of a three wire secondary circuit on cross arms, the neutral 
wire should be located in the middle of the other two wires. 


In case of a three phase four wire feeder, the neutral wire should be 
placed next to the pole. One line wire should be placed on the same side as. 
the neutral and other two line wires on the other side of the pole. On 
alley or side arms, the high voltage circuits should be placed on the ends 
of the arms and the low voltage circuits near the pole. In this way the 
danger of accidents is greatly reduced. 
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Position of Wires on Insulators.—On straight sections tie 
he wires to the insulator in the position shown in fig. 5,900, 
xcept where wires are displaced due to transposition or shift- 


1g of pins. 
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TIE COMPLETE 


‘ics. 5,905 and 5,906.—Standard tie for copper wire. Fig. 5,905, first position; fig. 5,906, 
tie completed. 
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In these latter cases, tie the wires so that they will pull against the ing 
sulators. On curves and corners tie the wires to the insulators so tha f 


the pull of the wires will be against the insulators, as in fig. 5,901. Wher 
necessary, shift pole pins to prevent wires bearing against pole. 


All wires at transposition poles and at poles adjacent t 
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AT LEAST 
3 TURNS 


TIE IN THIS MANNER 
WHEN LINE WIRE HAS 
UP WARD PULL 


Fics. 5,907 and 5,908.—Modified horse shoe tie: under tie. | : 













TIE WIRE 


AT LEAST 
5S TURNS 


TIE IN THIS MANNER 
WHEN LINE WIRE HAS 
DOWNWARD PULL 


Fics. 5,909 and 5,910.—Mbodified horse shoe tie; over tie. 
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insposition poles should be tied so as to pull against the in- 
lator. 


On bracket lines tie the wires on the side of the insulators toward the 
pole, except where the insulators are on the outside of corner pole. In the 
latter case, tie the wires so that they will pull against the insulators... 


Tying.—Copper line wire must be tied to the insulator with 
pper tie wire as shown in figs. 5,907 to 5,910. Fig. 5,911 
ows method of tying galvanized iron and steel wires. 
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;. ‘5,911.—Standard tie for galvanized iron or steel wires:*’ . 


;. 5,912.—Dead end for iron wire. : 
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>. 5,913.—Dead ends at test points of transposition insulator. 
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Size of Tie Wire.—The following table gives the proper sizet 
of tie wire to be used with conductors of various sizes: 2 


Size of Wires 


Size of Line Conductor Size of Tie Wire 

(B. & S. Gauge) (B. & S. Gauge) 
No. 4 and smaller No. 6 
No. 1 to No. 4 No. 4 
No. O and larger No. 2 


NOTE .—The tie wire, in general, should be of the same kind of wire as the line wire. If 
the line wire be a bare conductor, the tie wire should be bare also, and if the line conductor 
be insulated, the tie wire should also be insulated. Copper tie wires should be used with 
copper line conductors, and aluminum tie wires with aluminum line conductors. The tie wires, 
however, should always be made of soft annealed wire as hard drawn tie wire would be too 
brittle and could not te wrapped snugly. A hard tie wire might also injure the line conductor. 





Fics. 5,914 and 5,915.—Hallett cable reel jacks. They are fitted with socket heads to make 
the reel bar give a substantial support to cable reels while running off cable. ; 


Code. 


Article 3. Outside Supply Conductors. 


The requirements of this article apply to overhead supply conductors run be- 
tween buildings, upon building walls, or as line conductors which connect with 
interior wiring systems, or which may come in contact with such wires. 


It is fully understood that it is impracticable to include in this Code rules 
which will cover in detail all conceivable cases that may arise in overhead line 
work of such an extended and varied nature, and it is recommended that the 
inspection department be freely consulted as to the specific methods to be fol- 
lowed in any case of doubt, and that the rules of the National Electrical Safety 
Code, part 2, be followed. 
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Yl. General. 


Accidental crosses between different conductors on the same or different pole 
lines may allow the higher-voltage currents concerned to enter buildings over 
the lower-voltage conductors over a large section of adjoining territory. 


Overhead conductors, if carried too close to buildings, tend to hamper the 
work of firemen in case of fire in the buildings if the raising of ladders is a part 
of the fire-fighting methods employed. With the higher-voltage lines this ham- 
pering effect is greater. 


; a. In arranging routes for overhead conductors every reasonable precaution shall be taken 
2) secure locations likely to be permanently useful for the circuits concerned and for necessary 
evelopments, including the limitation of present and future proximity to other electrical 
urcuits or other pole lines and the appropriate strength, clearances and separations for the 
roximity concerned. 


b. When separate pole lines are carried in nearer proximity than a distance equal to the 
eight of the taller pole line, or where joint poles are used, the appropriate precautions to 
-mit liability of contact shall include the use of wires, cross-arms, pins, insulators, conductor 
astenings and poles of appropriate strength. In each such case the minimum clearances and 
trength shall’be those required by the construction rules of the National Electrical Safety 
ode, Part 2. 


02. Joint Lines. 


a. The same cross-arm shall not be used for supporting both electric light or power wires 
ind telephone, telegraph or other signal wires which enter any building. An exception is 
nade for signal wires used for operating purposes by an operating utility and entering buildings 
ised for such purposes. P 


b. When both electric light or power wires and telephone, telegraph or other signal wires 
ire placed on the same pole, the distance between the two inside pins of each crossarm shall 
xe not less than 24 inches for circuits operating at a potential to ground not exceeding 300 
volts, and shall be not less than 30 inches for higher potentials. 


}03. Clearances. ° 


a. Conductors shall be at least eight feet above the nearest point of buildings over which 
hey pass, and if attached to roofs the roof structures shall be substantially constructed. 
Wherever feasible, wires crossing over buildings shall be supported on structures which are 
ndependent of the buildings. 


b. Open wires of less than 7,500 volts between conductors shall be at least three feet hori- 
yontally from buildings unless 8 feet higher than the roof. Open wires 7,500 volts or more 
xetween conductors shall not be installed over buildings other than central stations, sub- 
stations and transformer vaults. Open wires of voltages between 7,500 and 15,000 volts 
set ween conductors shall be kept at least 8 feet horizontally , and open wires of more than 15,000 
volts between conductors shall be kept at least 10 feet horizontally, from all buildings except 
‘hose which they serve or central stations, substations and transformer vaults. 


c. Where buildings exceed three stories, or 50 feet in height, overhead lines shall be ar- 
ranged where practicable so that a clear space (or zone) at least 6 feet wide will be left either 
adjacent to the buildings or beginning not over 8 feet from them, to facilitate the raising of 
adders when necessary for fire fighting. 


304. Insulation. 


a. Conductors shall be so placed that moisture is not liable to form a cross connection be- 
tween them. They shall not be in contact with anything but their supports. They shall be 
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not less than one foot apart except when in conduit or multiple-conductor cable or on ape 
proved racks or brackets. 4 


305. Grounding Cable Sheaths. 


a. Metallic sheaths of cables shall be grounded in conformity with the requirements of | 
Article 9. “e 


306. Yard Wiring. 
For wiring and lamps on series circuits of constant-current systems, see section 5001. 


. All wiring on exterior of building walls shal! comply with the requirements for servi 
in ares 403. For circuits exceeding 600 volts, it shall be in rigid conduit or metal- sheathe¢ 


cable. | _ 


6. Conduit work on the exterior of puildiase shall be waterproof and shall comply with thé 
requirements of Article 5 for interior conduit work. 


c. Open wires on exterior of building walls shall be i as at least 6 inches from conductors 
of other supply or signal circuits not in conduit. 7 


d. Wires strung above alleys, driveways and other open spaces shall have a clearance above, 
ground of not less than 18 feet and if of more than 600 volts, 20 feet. 5 
307. Festoon Lighting. 


a. Supply. shall be taken only from such points on the wiring system so that correct fusing 
can be provided for. Conductors shall be protected by fuses not larger than the values given 
in Column C of Table I, section 612. 


b. The conductors of festoon streamers shall not be smaller than No. 14, and shall have 
an approved rubber covering. When the span of any string of lamps exceeds 40 feet, the 
string shall be supported by a suitable messenger wire substantially fastened at each end. 


} 


c. Festoon lighting strings or messengers shall not be attached to any fire escape or down- 
spout. They shall be supported by secure attachments to buildings, poles or other adequate 
supports by means of approved strain insulators. 


d. Sockets and receptacles shall be of approved moulded composition weatherproof type, 
and when they are attached as pendants shall have the connections to the circuit wires stag- 
gered. All joints shall be made mechanically secure, soldered, covered with both rubber and 
friction tape, and painted with an insulating paint. 


308. Trolley Wires. 


a. Trolley wires shall be doubly insulated from the ground, wooden poles being considered 
as one insulation. 


b. Trolley. wires and feeders shall be provided with switches which will either disconnect 
them from the power station, or will so sectionalize them that they may be rendered dead in 
case of fire along the route. 
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TEST QUESTIONS 


. Is there more than one method of stringing the wires? 
. What are the conditions met with on the average job? 
. What is the order in which the operations of stringing 


the wires are usually performed? 


Upon what does the reel set ups depend? 


. Draw a diagram illustrating method of stringing wires 


where the reels can be set up only at certain points. 


. Describe an apparatus for pulling the line. 

. What is a snap fastener? 

. How should wires be run out along the ground? 

. What should be used in pulling wires? 

. What is a snub? 

. Define the term sag. 

. Describe the method of snubbing wires used with 


come alongs. 


. What does the amount of sag signify? 
. Give a simple and accurate method of measuring sag. 


. What may be said with respect to the location of 


circutts ? 


. Give a rule often followed in stringing power lines. 
_ Describe the position of wires on insulators. 

. How are transpositions made? 

. How should wires be tied to insulators? 


_ How are ties made on bracket lines? 
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21. Give the method of making a dead end. 
22. What size tie wires should be used? | 


23. Should the tie wire be of the same material as the 
line wire? 
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CHAPTER 126 


iCatenary Construction 


‘ The catenary system derives its name from the curve formed 
‘y a flexible cable suspended between two supports and in its 






LIGHTNING 
ARRESTER 







FEEDER TAP 





Fic. 5,916.—Catenary construction 1. Bracket construction, lightning arrester and feeder 
tap. 
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‘mple form consists of a steel messenger cable supported on 
asulators and thus forming a catenary curve. 

’ The catenary system of line construction, although developed 
wr high voltage roads, possesses so many desirable character- 
‘tics from the operating standpoint that it has wide applica- 
on for all types of electric traction. 


UP TO 1,500 VOLTS 





»1Gs. 5,920 and 5,921.—Catenary construction 4. Steady construction for tangent or curves. 
{ Fig. 5,920, up to 1,500 volts; fig. 5,921, 11,000 volts. 


‘Catenary construction is well adapted for the efficient insulation of volt- 
ages much in excess of present practice; it affords the best current collection 
for all types of wheel or slipper collectors at any speed and lends itself to 
the mechanical requirements of long spans and multiple track and yard lay- 
out. When well installed it has long life and gives efficient service with 
low maintenance. 


A catenary construction consisting primarily of a single steel 
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messenger cable and a copper contact wire supported by brack- 
ets or cross spans spaced 150 feet apart on tangent tracks, with! 
contact wire supported from the messenger wire every 30 feet! 
is the simplest and most economical form of construction for 
the modern interurban line using wheel collectors and having 
car speeds of 40 miles per hour or higher. . 


Modifications of this simple construction, to meet the requirements of 





‘ | 

® | | 
| 

Fic. 5,922.—Catenary construction 5. Span anchor construction for pantograph collector | 
showing a method of sectionalizing and anchoring a span line for pantograph collectors only. | 


+ ew Whee . 





oe 


Fics. 5,923 and 5,924.—Catenary construction 6. Connecting links for turn outs and 
crossings. The rigid and adjustable pull off links are for use in holding the trolley wire in posi- 
tion at turn out and crossing points on the line, providing a smooth transition of the panto- 
graph collector from one wire to the other. The rigid links are 8 inches long and several may | 
be used to parallel the wires if the divergence angle be small. By using various lengths of . 
pipe, the adjustable links are made up to span the decreasing distance between the wires | 
approaching the point of crossing or turn out. | 
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higher speeds and pantograph collectors used in heavy interurban and trunk 
line service, are made by shortening the distances between the contact wire 
supports to 15 feet, which will result in a perfectly level runway for the 
pantograph collector. , 





3.5,925.—Catenary construction 7. Pull off spreader with pull over yoke for trolley wheel. 


— Ly 


G. 5,926.—Catenary construction 8. Flexible pull over for pantograph. 





‘1Gs. 5,927 to 5,929.—Catenary construction 9. Catenary cross spans for single track. 
Fig. 5,927, for tangent track single insulation; fig. 5,928, for tangent or curve steady construc- 
tion; fig. 5,929, for curve pull off, double insulation. 
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Further modifications are in service, such as the use of a copper mes- 
4 Senger wire which acts as a feeder wire, as well as steel or bronze contact 
% wires which give increased strength and wearing qualities to the contact 
‘* Wires. 


In the catenary system the trolley or slipper wire is sus- 
onded below the steel messenger cable by hangers at short 
stervals and of such lengths that the trolley wire is a straight 
je without sag. : 


There are various modifications of the simple construction such as the 


’ 
iat 
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GS. 5,932 and 5,933.—Catenary construction 12, Method of sectionalizing line showing 
( air break anchor construction. 


use of a copper or aluminum feeder for the messenger or a steel or alloy 
slipper wire hung from the copper trolley wire to take the wear and.intro- 
duce a small degree of flexibility where rigid hangers are used. 


Compound catenary consists of a track messenger strand 
jupported.. by. insulators which are suspended from a main 
‘rounded messenger supported on bridges. 

There are other combinations which have been developed to meet certain 


conditions but the best ‘practice ordinarily 1s to keep the construction as 
simple as possible. 


In flexible construction, the hanger which suspends the trolley from the 
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messenger is gripped to the trolly 
messenger to permit a free mav@p 
ment of the trolley vertically. 


In rigid construction, the hanger 
are rigidly attached to both the mes | 
senger and the trolley. As such cony 
struction tends to produce “harg} 
spots” in the trolley at hanger points} 
it is customary to suspend a slippeéf 
wire below the trolley at points) 
intermediate of the hangers thus 
giving just enough flexibility to re-| 
move the “hard spots.’’ Both con-| 
structions are in successful-use and! 
both have points of merit; in design-: 
ing .a new line care.should be used' 
not to have it too rigid or too flex-: 
ible as both extremes lead to trouble. 
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ew AA 1,.% ay | 
LE eG Gy — tween the line sup- 
VitZ 46 t hi h 
on (Gs ports, which may | 
04 be steel bridges 


from 240 to 300. 
feet apart. 





Fics. 5,934 to 5,936.—Catenary materials 1. General Electric insulator pin and insulator. 
The pin shown in fig. 5,934, is for ‘‘T’’ iron brackets; it can be adjusted along the bracket | 
arm longitudinally. The diameter at the top is 114 inch and is suitable for cementing in in- | 
sulators having 13% inch diameter pin hole. The messenger or pin type insulator figs. 5,935 | 
and 5,936, is adapted for use on voltages up to and including 3,000 volts. It 1s recom- | 
mended that insulators be generally purchased assembled on the pins so that purchasers | 
may have the benefit of the high voltage shop test after assembling. When assembling 
the insulators in the field, the cementing should be done with a good grade of neat Portland | 
cement. | 

| 
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Catenary construction is well adapted to any voltage, but 
acial consideration should be paid to the design of all in- 
lation in anchorage and strains for the higher voltages. 


Because of the importance of maintaining the wires in correct location, 
the tensions in both messenger and trolley are carried higher than in direct 
suspension systems with the result that all anchorages and strains are under 
high loading. 


For single track lines, wood poles with steel brackets may 
‘used, on double track, cross spans from wood poles with 
2 poles carefully guyed. 

For heavy service, the steel bridge or steel poles with cross 





38. 5,937 and 5,938.—Catenary materials 2. General Electric span wire messenger sup- 
»orts. They are used for the attachment of the messenger cable to the cross span and are 
ised throughout tangent ang curves in cross span construction, except when replaced 
it anchorages by anchor clamps. ‘lhe supports are arranged for adjustment to any angle 
vetween the messenger and spar wires. Fig. 5,937, shows the support which is intended for 
ise in ordinary line construction, and fig. 5,938 a support which is especially adapted for use 
n yards where many tracks are spanned, the regular cross span wire being picked up at the 
nessenger supports and attached to another cross span wire located above. Both supports 
ire arranged for 34 inch span wire and % inch to 4 inch messenger wire. 


ans make a more substantial construction and reduce the 


nount of guying that is found necessary with wood pole 
mstruction. 


With wood pole bracket construction, the messenger must be free to 
move longitudinally at the insulated support so as to maintain a uniform 
tension and thus relieve the bracket of strain. 


With steel bridge construction, this movement between the insulator and 
messenger may be prevented and each span designed to take care of its 
own changes in tension. 
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Temperature, wind and ice change the tension and sag and 
must be carefully considered in the design. 


The construction must be such that the tension in all wires is below their 
elastic limit when they are subjected to their maximum wind and ce loading 
and minimum temperature. It is also important that the stringing of the 
wires be done in accordance with a temperature tension sag chart, anown in 
fig. 5,971. , 





Fics. 5,939 to 5,943.—Catenary materials 3. Various General Electric tangent hangers. 
The straight line hangers for supporting the trolley wire from the messenger cable are pro- 
vided with various forms of loops or flexible connections for attaching to the messenger cable, 
and different forms of mechanical clamping ears for fastening to the trolley wire. The 
flexible connection or loop hanger tor use between messenger and trolley wire permits of a 
free vertical movement of the trolley wire and hanger from the upward pressure of the 
collecting device, thus eliminating any pounding or hammer blow directly underneath the 


hanger and thereby materially increasing the life of the trolley wire itself. . 


Yi 


As one of the advantages of catenary construction is the 


straight trolley without sag, the distance between hangers is 
important. 


Hanger spacings vary from 10 to 50 feet, but it has become common 
practice to use a nominal spacing of 15 feet for a pantograph or sliding 
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Pole Spacings.— With wood poles, pole spacings as high a 
180 feet may be used but 150 feet is common practice for tan 
gents. For steel bridge construction spacings as great as 7 
feet, on tangent, are in use. 
| 
Curves.—The construction of curves is one that require el 
considerable study as there are a number of points whic) 
must not be overlooked. The trolley is located with respec} 
to the degree of curvature and curve elevation of the track} 
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Fic. eee eee Curve Ciagram. ! 


This must be corrected for the side swing of the pantograph or collecto 
and the magnitude of this side swing depends upon the height of the trolley 
wire and the spring action of the trucks. The transition at the ends of the 
curve introduces another correction that requires careful treatment. Theré 

‘ are curve constructions that can be laid out to produce an ideal condition, 
but if the construction be not capable of easy adjustment to accommodateé 


track realignment or changes in supporting structures it will develop troub: 
les in operation and high maintenance. 


A good curve construction must hold the line in place, but 


be capable of being easily tuned up and must provide, at all 
times, a smooth underrun for the collector. 


Where pantographs are used, care must be taken to keep all pull-offs 
clear of the swing of the collector pan or roller. The general practice is ta 
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have a clearance of 6 inches above the trolley wire at a distance of 3 feet on. 
each side. 


Where poles are located on the outside of curves having large radii (1 
degree or less), a single line steady or pull off, located underneath the. 
bracket, may be used, thus avoiding the expense of erecting a “‘back bone’ 
construction. 


The standard construction for wheel operation consists of an 
rar, yoke, strain insulator and eye bolt. 


Where poles for wheel operation are located on the inside of curves of I 





71Gs. 5,946 and 5,947.—Catenary materials 4. General Electric pipe pull offs. In figs. 5,946: 
the pull off is made of pipe, the ends of which are formed into eyes. One eye is used to. 
attach the pull off wire and the other to bolt on theear. The distance between the pull off eye 
and the ear is 3 {t. which provides a clearance of 6 inches for the collectors. The diameter of 
theeyeis 5ginch. Allpartsaresherardized. Itis suitable for slider or roller collectors only. 
The pull off arm, shown in fig. 5,947, is made of pipe, one end of which is formed into an eye 
and the other into a button head. The eye is used to attach the pull off wire, and a pair of 
Form L, clamping jaws are attached to the button head for holding the trolley wire. This pull 
off is 36 ins. long between the center of the eye and trolley wire, and can be used in connection 
with either slider or wheel collectors. All parts are sherardized. This pull off is generally pre- 
ferred on account of its light weight. 


degree or less, a longer bracket supporting an outer end drop casting should 
be used together with an ear, yoke, and strain insulator. A 10 ft. arm 
readily provides clearance and flexibility for this construction on 150 ft. 
pole spacing on 1 degree curves. On all curves above 2 degrees, the back. 
bone method of construction is recommended for wheel operation. One or 
more pull offs per span may be used, depending on the radius of the curve. 


The flexible pull off construction, fig. 5,944, readily permits operating 
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around curves at the maximum speed permissible for the curve. This con- 
struction is preferred where possible. 


For wheel operation where poles must be located on the inside of track on 
curves of more than 1 degree, the back bone method of construction may: 
be supported by outer end drop castings as shown in the illustration. This 
construction should be limited to 6 degree curves as a maximum, because! 
above this the pole spacing required 1s necessarily so short that cross span is 
more economical. The bracket arm should be at least 12 feet long, and| 
some coneatOns require a 14-foot arm 


| 
: | 


| 

On long stretches of tangent track, it is often advisable to’ 
install line steadiers to prevent a swaying motion which may 
be set up by the passing collector. 








Fic. 5,948.—Catenary materials 5. General Electric steady braces. The steady brace fo ‘ 
600 and 1,500 volt lines consists of a malleable iron bracket casting, a wooden body, goosel 
neck rod, and clamping ear. Lateral adjustment is obtained by moving the bracket casting® 


along the Fracket arm. It is held in position by a &% in. cup set screw. The brace here shown | 
is suitable for standard sizes of T iron. 


For wheel operation, an outer end drop casting supporting an ear, double: | 
curve yoke, and strain insulators installed every 600 or 1,000 feet willl 
effectively overcome any tendency in the line to sway. 


Catenary Formulze.—On curves, the distance between mes+ | 
senger supports (pole spacing) is reduced to prevent too great 
a deflection at the center of the span. F 


The deflection at the center of the span or at the center between pull-offsF 
can be found from the formula: : 
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Se 
Where 


D=Deflection (middle ordinate) at center of span or between pull-offs 
in inches. | 





R = Radius of curve in feet. 
S=Length of span or distance between pull-offs in feet. 


It is good practice to keep this deflection between pull-offs under 6 inches 
and the deflection angle for wheel operation under 6°. 


In fig. 5,945, the general equation of the catenary AEC, with the origin 
O, at a distance h, below the curve E, is 





A i ve bd na 


iG. 5,949.—Catenary materials 6. General Electric butt end trolley wire jointing sleeves. 





IGS. 5,950 and 5,951.—-Catenary materials 7. Ohio Brass Co. pull off hangers. Used in 
curve construction where it is necessary to pull messenger and trolley into position. Con- 
sists of a 14 in. steel rod shaped as shown. . The upper end is formed into a loop which gives 
a flexible connection with the messenger and the lower end is equipped with a malleable 
iron clamp which will fit 2-0 to 4-0 grooved trolley wire or an extruded ear which fits 4-0 
grooved wire. Rod can be installed in a porcelain strain insulator as shown, before clamp 
is installed. 
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where ‘‘e’’ is the base of the N aperian. (hyperbolic) system of logarithms 
(e=2.7 183). Where the sag is small in proportion to the length of span, 
which is usually the case on railway catenary or transmission construction,, 
the curves of a parabola will fill all the conditions of the catenary within 
practical limits of measurement. 


Substituting the parabola formula, 
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Fics. 5,952 to 5,954 _—Catenary materials 8. Various Ohio Brass Co. messenger clips. 
They are installed by hooking clip over messenger wire, turning rod until upper end grips 
messenger tightly. Used with any 4% or % in. rod. The clip shown in fig. 5,954 has a 
concealed nut for threading on to 4% in. rod. Tightened onto messenger wire with bolt. 


W =Load in pounds per linear foot of span (including weight of wire). 
- S=Length of span in feet = ABC. 
D = Deflection or sag at center of span in inches =BE. 
L= Actual length of wire in feet =AEC. 


From (2) and (3) the following useful formule are derived: 


(Pounds) T=3 ee! ee ee (4) 


D 
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3 SW 
Inches) D= oe eccc ee ece eee 
(Inches) 5 Tp (5) 
The length of the wire in the span is 
ae (Feet) L= 5,Dt RAG teeta es (6) 
(Inches) D=+/54S(L— S) ree eee ce, 


The length of hangers is y—h+6. Where 6 is the distance in inches the 
* trolley wire hangs below the lowest point of the messenger, E. Six inches is 
' the generally accepted standard but may be changed if desired. 


Hanger length in inches = 6x?W 








ics. 5,955 to 5,957.—Catenary materials 9. Various Ohio Brass Co. duplex clamps. 
They are used where it is desired to install two trolley wires—a steel contact wire because 
of its wearing qualities and a copper wire for feeder, the latter being supported from a.mes- 
senger in the same manner as when single catenary construction is used. Installed midway 
between regular catenary hangers, thus providing greater flexibility. Clamps completely 
‘ encircle upper wire but allow longitudinal movement. 


where x, is the distance (feet) from.the center of the span to the hanger in 
question. Hanger length'is measured from center of messenger to center of 
trolley wire. 


Sag in Spans.—The curves fig. 5,971 show the relation of 
cension to sag for the spans shown in figs. 5,958 to 5,970 and 
also show the effect of temperature changes. These sag curves 
are plotted from the formula 
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Fics. 5,958 to 5,964.—Hanger lengths for 150 f t. pole spacing on tangents and proper shorter 
spacings and pull off locations for curves. Hangers spaced 15 ft. for pantograph or wheel 
collector. The curves figs. 5,971 and 5,972 are calculated for these spans. 
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‘Fics. 5,965 to 5,970.—Hanger lengths for 150 ft: ee spacing on tangents and proper shorter 
spacings and pull off locations for curves. Hangers. spaced 30 ft. for wheel collector. The 
curves figs. 5,971.and 5,972 are calculated for these spans. 
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'The temperature curves show that if the trolley wire be a 
raight line at 60° it will be curved upward when the tem- 
srature falls and sag down when the temperature rises. The 
aanged tensions and sags are shown at the intersections of 
e temperature and sag curves. These curves are calculated 
om constants and in practice the results will vary from the 
culated quantities. 

‘Messenger strand should always be pulled up to the ap- 
‘oximate working tension and be permitted to take its initial 
t before anchoring it for the required sag. Variations in 
nsion and sag due to temperature changes may not be as 





s. 5,973.—Ohio Brass pull off hanger for wheel or pantograph. 


seat as shown in the curves because of the flexibility of poles 
ad anchorages, but when poles and anchorages are rigid the 
i1anges shown will take place. 

The curves in fig. 5,972 show the sags and temperature 
aanges for the same 7% in. steel messenger and spans as in 
g. 5,971, except that the messenger is unloaded. Fig. 5,972 
_ useful in erecting the line as it shows the tension and sag 
) pull the messenger to before suspending the trolley wire 
nd hangers. After the trolley wire is suspended the condi- 
ions are as shown in fig. 5,971. 


Ice and Wind Loads.—In figuring ice and wind loads it is 
ustomary to assume an ice coating 1 inch in thickness and 
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a wind pressure on the ice coated wire of 8 pounds per sq. 
ft. of projected surface. The weight of ice is figured at .033 
Ibs. per cu. in 

For districts not affected with sleet formation a maximum 
wind pressure of 30 lbs. per sq. ft. of projected surface is fre- 
quently used as the limiting condition. In all cases find mini- 
mum and maximum temperature from the Weather Bureau. 
The Bureau of Standards issues publications dealing with the 
loading of wires. 





Fics. 5,974 and 5,975.—Ohio Brass catenary messenger splicer and dead end. Fic. 5,974, 
cable splicer; fig. 5,975, dead end. 





1G. 5.976.—Ohio brass catenary messenger cable dead end or strain insulator: 


—_" 
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TEST QUESTIONS 


. From what does the catenary system derive its name? 
. Describe a simple catenary system. 
. For what conditions is the catenary system well 


adapted? 


. Draw a sketch showing span anchor construction for 


pantograph collector. 


. How are connecting links installed for turnouts and 


crossings? 


. What is a pull off spreader? 

. Describe-a flexible pull over for pantograph. 

. Draw a sketch of catenary cross bands for single track. 
. What is a duplex catenary? 

. Draw a sketch showing method of installing catenary 


section insulators. 


. Describe the method of supporting the trolley or slipper 


WIre. 


. What is a compound catenary? 

. Is catenary construction well adapted to any voltage? 
. What kind of poles may be used for single track lines? 
. What kind of supporting structure should be used for 


heavy service? 


. Why is the distance between hangers important? 

. What spacing should be given to poles? 

. Describe the catenary construction on curves. 

. What is the requirement for a good curve construction? 
_ What precaution must be taken where pantographs 


are used? 
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21. What should be provided on long stretches of tangeni 
track? 


22. Describe the construction of steady braces. 


23. Give the various formule used in the design of cate: 
nary systems. 


; 
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CHAPTER 127 


Wiring Underground 


. An underground system of electrical conductors is com- 
-vosed of three essential elements: 





1. The conductor; 
2. The insulation: 
3. The conduit. 
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@% , Fics. 5,977 and 5,978.—Natco split clay 
2 conduit square and round duct. Both are 
18 ins. long. 


The various underground systems may be divided into three 
Iclasses: 


1. Lead encased cables laid directly in the ground; 
2. Solid or built in systems; 
3. Drawing in systems. 


Where cables are laid directly in the ground, the metallic 
covering, consisting usually of a lead tube which is placed over 
the insulation is depended upon for mechanical protection. 
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Fics. 5,980 and 5,981.—Typical bank formations Natco multiple duct clay conduit. Fig 
5,980, 2 ducts, 3 4 in. bore, 1 wide formation; fig. 5,981, 2 ducts, 3'q in. bote, 2 wide for 


mation. 
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Such cables are largely used for 
short private lines and the first cost 
is less than that of the others, but in 
case of repairs they have to be dug 


up. 


The conduit of the solid or 
built in systems consists of steel 
pipe or concrete trenches, and 
that of the drawing in system 
consists of various forms of pipe 
or troughs of iron, earthenware, 
concrete, wood or fibre, etc. 


Conduits.—There are numer- 
ous kinds of conduits, and they 
may be classified with respect 
to material, as | 


1. Vitrified clay; 


a. 
3. Fibre; 
4. Metallic. 


Vitrified Clay Conduit. — By 
definition, vitrified clay is a clay 
which has been subjected to 1n- 
tense heat so as to receive a glassy 
surface which renders 1t proof 
against chemical action. 
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Fic. 5,982.—Natco 2 duct transposition conduit; typical assembly. 90° combination l.h‘and 
r.hassembly. Total length 16 ft. Another use of this shape is to provide a 180° assembly 
either 7.h. or l.h. in a distance of 16 ft. for the purpose of reversing the position of top and 


bottom cables. 
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It has very high insulating prop- 
erties which.make 1t very valuable 
for conduits in underground wir- 
ing, being at the. same time in- 
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The multi-duct conduit can be 
laid somewhat cheaper, especially in 
lines of about two to four ducts; it is 
best suited to districts free from sub- 
surface obstructions. 
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S34 | 58 : expensive and easily laid. 
Sa) | Steers 8 The conduits are made in both 
5 LEK a single and multiple duct, the single 
= See 3 type being about 314 inches in diam- 
= $5 5 eter, or 31% inches square, and 18 
NS | See 2 inches long. Multiple conduit is 
Ee UNG y made in two, three, four, six and! 
3 a oon 2 nine sections, ranging from 2 to 3 
SS Gy feet in length. 
= 4 lee a Single conduit is best suited where 
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Laying Vitrified Clay Pipe 
Conduit.—In laying the conduit 
a trench is dug; usually sufh- 
ciently wide to allow the placing 
of three inches of concrete on 
each side of the ducts, and suff- 
ciently deep to hold at least 
thirty inches of concrete on top 


, 6 way flat position 90°, 15 ft. radius. 


Fic. 5,983.—Assembly of Natco slant 
10 ft. radius; also 
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‘of the upper. layer of concrete forming the conduit, and to 
allow for three inches of concrete in the bottom. 


The trench is graded from some point near the middle of the block to the 
manhole at each intersection, or from one manhole to the next manhole, at 
a gradient not less than 2 inches to 100 feet. 


The tiles of the several ducts are placed close together, and the joints 
plastered and filled with cement mortar consisting of one part of Portland 
cement to one part of sand. When the conduit is being laid, a wooden 
mandrel about four or five feet long, three inches in diameter, and carrying 
at one end a leather or rubber washer from three to eight inches larger 
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Fic. 5,984.—Method of laying single duct vitrified clay conduit .The tiles of the several ducts 
are placed close together as shown in the figure, and the joints ‘plastered and filled with 
cement mortar consisting of one part Portland cement and one part sand. 


Fic. 5,985.—Method of laying multiple duct vitrified clay conduit. The sections are centered 
by the dowel pins shown in the cut. 


is drawn through each duct so as to draw out any particles of foreign matter: 
or cement which may have become lodged in the joints, and also to insure 
good alignment of the tiles. 


Single duct conduits are usually laid by bricklayers. This fact accounts 
for the somewhat greater cost of the single over the multiple conduit which 
is usually laid by ordinary laborers. One good brick layer and helper, how- 
ever, will lay from 200 to 300 feet of single duct conduit per hour. 


Vitrified Clay Trough Conduit.—It consists of troughs either 
simple or with partitions as shown in fig. 5,986. 
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‘ .They are usually made in tiles 3 or 4 inches square for each compart- 
ment, with walls about one inch thick. The length of the tiles ranges from 
two to four feet. Each of the two foot form duct troughs weighs about 85 
pounds. When laid complete, the top trough is covered with a sheet of 
mild steel, about No. 22 gauge, made to fit over the sides so as to hold it in 
position, and then covered over with concrete. 


Laying Trough Conduit.—In laying multiple duct earthen- 
ware conduit, the ducts or sections are centered by means of 
dowel pins inserted in the holes at each joint, which is then 
wrapped with a six inch strip of asphalted burlap, or damp 
cheese cloth, and coated with cement mortar as shown in fig. 





Ric. 5,986.—Vitrified clay or earthenware trough conduit; this. type of conduit consists of 
troughs either simple or with partitions, the latter type being shown in the figure. - 


2,985, Economy of space and labor constitutes the principal 
advantages derived from the use ‘of multiple duct conduit. 


Concrete Conduits.—These are usually constructed by plac- 
ng collapsible mandrels of wood or metal in a trench where 
he ducts are desired and then filling the trench with concrete. 


After the concrete has solidified, the mandrels are taken out in pieces, 
leaving continuous longitudinal holes which serve as ducts. Some builders 
produce a similar result by placing tubes of sheet iron or zinc in the concrete 
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as it is being filled into the trench. These tubes have just enough strength 
to withstand the pressure to which they are subjected, and are, therefore, 
very thin and liable to be quickly destroyed by corrosion, but the ducts 
formed by them will always remain unimpaired in the hardened mass of 
concrete. 


Wooden Conduits.—In this type of conduit, the ducts are 
formed of wooden pipe, troughing or boxes, and constitute 
ithe simplest and cheapest form of conduit. 





Fic. 5,989.—Perspective view of wooden built-in conduit. Jt consists of an outer rectangular 
casing of wood which is lined inside with impregnated felt. In construction, a wooden. 
' trough is laid in a trench about 18 inches Ceep. Porcelain carriers are placed in the trough 
at intervals of 4 to 5 feet, to act as bridgework for supporting the conductors. This bridge- 
work is placed on and is surrounded by impregnated felt or similar material, and the spaces 
between the carriers, after the conductorsehave been placed in position on them, is filled 
with voltax, which hardens rapidly and forms a solid insvlating material throvghout the 
conduit. 


A pipe conduit consists of pieces of wood about 41% inches square, and 
three to six feet long, with a round hole about three inches in diameter 
bored through them longitudinally. As shown by fig. 5,988 a cylindrical 
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7 projection iS turned on one end of each section, which, when the conduit is 
laid fits into a corresponding recess in one end of the next section. The sec- | 
tions aré-usually laid in tiers, those of one tier breaking joint with those of | 
the tiers above or below. . 
The trough conduit consists of ducts about 3 inches square made of 
horizontal boards and vertical partitions, usually of yellow pine about one. 

. . inch in thickness.. This form of conduit can be laid in lengths of 10 and 12 
. ft., or it can be built along continuously. The life of wooden conduit may 


be increased by the application of sterilizing processes. 


Wrought Iron or Steel .Conduits.—These are formed of 


TOR BOARO 


‘WOOD CONDUIT 





BASE BOARD? 


Fic. 5,990.—Wyckoff multi-duct creosoted wooden conduit showing top and base board, 
Each piece registers with the adjoining piece, by means of the mortise and tenon joint 
without the use of mandrels, or other means to make the alignment of adjacent pieces perfect. 


pipes similar to gas or steam pipes, with screw or other con- 
nections. 


They are laid either simply in the earth, or in hydraulic cement, and 
are the strongest and one of the most satisfactory forms of underground 
conduit. In construction, a trench, the width of which will depend upon 
the number of pipes to be laid, is first dug in the ground, and after its 
bottom has been carefully leveled, is braced with side planking and filled 
to the depth of two to four inches with a layer of good concrete, consist- 
ing of two parts of Rosendale cement, three parts of sand, and five parts 
of broken stone capable of passing through a one and one-half inch mesh. 
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- This concrete is well secured in place and forms the bed for the lowermost 


layer or tier of pipes. 
Ordinary wrought steel or preferably wrought iron pipe is employed, in 


: 20 foot lengths about three to four inches in diameter, depending upon the 


size and number of cables they are intended to carry. After the last tier of 
pipes has been put in place, and a layer of concrete from two to four inches 
placed over it, a layer of two inch yellow pine planking is laid over the 
whole. . 


The principal object of the top covering is to protect the conduit against 
the tools of workmen making later excavations. 
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1G. 5,991.—Cross section of wrought iron pipe conduit laid in hydraulic cement. 


Practical experience shows that workmen will dig through concrete 
without stopping to investigate as to the character of the obstruction, 
but under similar circumstances, will invariably turn away from wood. 


In best construction the pipes are lined with a layer of cement % in. 
thick and containing no sand. 


Cast Iron Conduit.—Cast iron pipe for underground con- 
uits is similar to ordinary wrought iron pipe, except that it 
; thicker. 
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The additional thickness is necessary to make the strength equal to the 1 
of wrought iron; it is therefore heavier to handle and more expensive. 


The trough conduit consists of shallow troughs of cast iron in six fog 
lengths, laid directly in the earth so as to form a system of continuo 

troughing in which the conductors are placed and then covered over bi 1 
cast iron covers which are bolted to the trough. “i 


The advantages are that the cables can be laid directly in place, tha 
eliminating any chance of injury during the process of drawing in, and 
second, the cables are easily accessible at any point by simply removing 
one or two of the sectional cast iron covers, thus permitting of their bel 4 
readily inspected and aren 





Fics. 5,992 and 5,993.—Fibre conduit socket joint. The joint is cut to a slight taper, uni- 
form in size and reamed so that there is no appreciable offset on the inside of the pipe at 
the joints. Since these joints are machine cut, they form a connection that is perfect in 
fit and alignment. The socket joint, while not offering all the advantages of the tapered 
sleeve, gives satisfactory results for underground conduit systems when laid in concrete. 





Fics. 5,994 to 5,996.—Sleeve joint type of fibre conduit. Both the socket type and the 
sleeve type here shown are easily aligned without the use of a mandrel. 


COUPLING 





Fics. 5,997 to 5,999.—Screw joint type of fibre conduit. This method of connection will 
form a tight line and is suitable for running under the lawns of private houses and parks, 
under the streets of towns and villages, and in other places where the cost of building elec- 
tric subways is prohibitive. 
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iFibre Conduits.—This form of conduit consists of pipes 
‘ade of wood pulp impregnated with a bituminous preserva- 
we and insulating compound. 
{Three types of joint are available for connecting lengths of 
ore conduit. 

1. Socket joint; 


2. Tapered sleeve joint; 
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Ce: eiausge 3. Screw joint. 
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Fac ities 
‘1G. 6,000.—Conduit excavation showing grade stake. 


‘1G. 6,001.—Installation of fibre conduit showing spacers which are removed when tiers are 
partly concreted. 


"1G. 6,002.—Conduit installation ready for backfill. 
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Tier by Tier Method.—This consists of placing on the bed of 


trench a foundation of concrete, laying thereon the lowest tier of ducts) 
holding them at the desired horizontal separation, filling the spaces betweei 
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f‘1G¢. 6,003.-—Tier by tier method of laying fibre conduit showing installation of 14 singkt 


duct conduits. 












the ducts with the coneré 
and spreading concrete oven 
them until the desired verti# 
cal separation has been obey 
tained. The operation is r 
peated tier by tier until the 
required number of ducts has 
been laid. a 


ca 


The concrete base for he 
conduit should be laid only.on 
firm dirt carefully tamped. 
This base is usually madesg 
ins. thick, the proper depth 
being insured by stakes 
driven at intervals into the 
bottom of the trench and @g- 
tending 3 ins. above the grade 
A space 3 ins. wide betweér 
the duct rows and each si 
of the trench is also filled ‘with 
concrete and the top 
finally likewise covered. 
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The several tiers are separated vertically and horizontally by. concrete 
varying from 1 in. to 3 ins. according to voltage to be carried, amount of 
ventilation in the ducts and the personal conviction of the engineers. 


Upon the concrete foundation the first row of conduits is laid; these 
being properly spaced by means of wooden or concrete combs, as shown 
in fig. 6,001, placed at approximately 3 ft. intervals. Concrete is 
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Fic. 6,004.—Orangeburg fibre conduit showing method of tying when using rectangular ‘sep- 
arators previous to installing by the built up method. 


then poured until the tier of ducts is covered to the desired depth and 
tamped level, a spacing comb at the unfinished end of the line being left in 
place to indicate accurately the thickness of the concrete. If of wood, 
the comb is then removed. The desired duct section is thus formed in 
successive tiers. 


Good engineering practice calls for staggering the joints in adjacent 
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pipes and for making all joints perfectly tight to: prevent concrete enterir 
and blocking the ducts. Generally a 1-3-5 mixture is used consisting of or 
part of cement, three parts of sand and five parts of stone broken fine enoug! 
to pass a 34 1n. mesh sieve. The amount of water should be carefull¥ 


watched so the concrete is just thin enough to be easily tamped around tk 
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Fic. 6,005.—Built up installation of Orangeburg conduit using rectangular separators. 
( 
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ducts with no superfluous moisture. The advantages claimed for this meth- 


od by many engineers is the certainty that the separations between the 
several tiers of duct will be perfect. 


_ As only a few inches thickness of concrete is spread at any one time, 
thorough tamping around each duct is readily accomplished and the possi- 
bility of voids eliminated . 


Built up Method.—With this method the several tiers of duct are all 
placed in position one above the other before any concrete is poured. The 
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Fic. 6,006.—Telephone and electric light in same trench. -Where the duct provided for elec- 
tric service will be occupied by secondary circuits only which are connected to transformers 
not exceeding 25 kw. capacity, the clearance between telephone and electric light ducts 
must be not less than 3 ins. provided that stakes, spacers, bricks or paving blocks are placed 
every 10 ft. to make certain that this separation is maintained. 


ducts are held in proper position by concrete separators which later become 
permanently inbedded in the concrete mass. These separators are of differ- 
ent design. Some engineers use rectangular forms of proper width placing 
them both vertically and horizontally at sufficient intervals to support the 
ducts ngidly. 


To prevent all possibility of the ducts floating when the concrete is poured 
they are also bound together by tying them in groups of four with hemp 
twine. This must be done carefully in order to have the conduit runs per- 
fectly in alignment when the work is completed. 
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When all the tiers are in position, concrete is poured or shovelled into 
the trench, care being taken to see that it is dropped slowly enough to pre- 
vent damage to the ducts. In a deep trench such damage is obviated by 
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, cs PIRES DED BY 

ELECTRIC LIGHT TELEPHONE AT LEAST 3 IN. OF CONCRETE 

‘1Gs. 6,008 and 6,009.—Seraration of telephone and electric light conduits where the duct 
provided for electric service is, or may be.occupied by secondary circuits connected to trans- 


formers of over 25 kw. capacity or by primary circuits of any capacity. These clearances 
apply likewise at crossings of one service over the other. 


IRON PIPE OR 











CREOSOTED 
{RON PIPE DUCT WOOD DUCT 
THAN 12 FT. a RE LESS THAN 
RADIUS. NO 3 FT. RADIUS 
COUPLING 
IN BEND 
SE 45° CONCRETE 
BENDS 


2 FT. LONG 
ENCASEMENT 


“1Gs. 6,010 to 6,013.—Bends in run of various types of conduit. 
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pcuring upon a board laid over the ducts. The concrete 1s then shovelled 
from this board in small lots and tamped in final position under and along- 
side the various tiers. On long runs where conditions warrant it, better 
results are obtained by the use of a deflecting trough of steel, the concrete 
flowing from each side of the trench toward the middle, and if of the proper 
consistency entirely filling all voids under and around the ducts. 


A 1-3-5 concrete mixture is used, as in the tier by tier method. Many 
engineers prefer this method since by pouring the concrete as a whole a 
monolithic form of duct separation is obtained, making it impossible for 
horizontal joints to exist between different layers of concrete. 





Fic. 6,014.—Johns-Manville portable machine for cutting joints. Where large quantities of 
conduit are used, short lengths are frequently necessary and are obtained in the field by cut- 
ting down regular sections, with a machine such as here illustrated. The use of these lathes 
prevents loss of conduit by providing a.quick and accurate means of re-tooling such ends 
as ‘may have become broken in handling. 


Conduit Boxes or Manholes.— By definition a manhole is a 
vault or box-like structure built under the street, having a circular 
opening at the street surface covered by a cast iron cover, and large 
enough to conveniently adntit a man, so that access may be had 
to the conduit ducts and the cables. 

Manholes should be provided about every 300 feet, in order 
to facilitate the installation. of. the. conductors in the duct. 
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The exact distance between manholes should be determined by condi- 
tions; in some cases they should be placed even closer together than the 
figure given, while in other cases their distance apart might be slightly 
greater. Manholes are built of concrete or brick, and provided with a cast- 
iron frame or cover. The manholes may be of square, round, rectangular, 
or oval section, the last mentioned form of manhole being probably the 
best, as it avoids the liability to sharp bends or kinks being made in the 
cable. 
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Fic. 6,015.—Standard form of manhole used in New York City. 
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FIGS. 6,016 and 6,017.—Telephone and sewer types of manhole frame and cover, Fither 
type may be used. ce pee ae 


3,584 | Wiring Underground 





The manhole cover may be of the same form as the manhole itself, or it 
may be of different form; but round or square covers are usually used. 


Fig. 6,015 shows a standard form of manhole used in New York City. 
This manhole is substantially built, and adapted for heavy traffic passing 
over the cover. For suburban or country work, manholes may be made of 
lighter construction. In all cases the cover should be readily removable. 


The floor of the conduit boxes must be of earth to allow drainage. If 
paving be desired, the floor should be made of brick or cobble stones laid 
loosely on the earth without mortar joints. 


Electric light or power wires and telephone wires must not occupy the 
same conduit box. Separate conduit boxes may be built with one wall 
common to both, but each 
conduit box should have a 
separate entrance and there 
must be no opening between 
the two boxes. 





Fics. 6,018 and 6,019.—D & D manhole cover. The cover does not rest on top of the lugs, 
but on the 45° angle side of the lugs and is held in place by the 85° side. The cover is’ opened 
by using two short bars which can be operated by one man by simply prying first on one bar 
and then reversely on the other until the cover leaves its seat and can then be carried off 
without any trouble. Another method is to insert a large cold chisel in the keyhole of the 
cover, and strike it a few heavy blows with a hammer which will loosen the cover in a few 
minutes even in below zero weather. 


Drainage.— Water will gradually accumulate in the conduit 
unless good drainage be provided. If drainage be not provided, 
and water accumulates in the duct, the water may freeze in 
winter in territories subject to low temperatures and dam- 
age the cable to such an extent that a complete failure of the 
cable will result. In addition to loss of service the replacing 
of the cable may be expensive because of the difficulty of 
thawing the pipe in order to remove the damaged cable and 
place the new one. | 
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It may be found necessary to.place a conduit box or a drainage pocket at a 
‘(point where, either on account of the nature of the soil or because of the 
contour of the ground, water accumulating in the’ conduit box or pocket 
t; will not drain easily. Drainage pockets are unnecessary in districts where 
freezing at conduit depth will not occur. Methods of drainage are shown in 
« figs.-6,020 to 6,023. : 
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"rcs. 6,020 to 6,023.—Methods of draining underground conduit. In fig. 6,020, a fall to- 
ward the house should be provided only where iron pipe or iron pipe duct is used and no 
conduit box is built in the run. Otherwise, the fall should be toward the pole or conduit 
box. In fig. 6,021, where fall is toward the pole a drainage pocket.must be provided. In 
fig. 6,022, where it is impracticable to grade trench so that it makes a continuous fall, a 
drainage pocket must be provided at lowest point in the dip. Fig. 6,023 shows fall of 3 
ins. in 100 ft. toward conduit box. The fall must not be toward house where conduit runs 
to con‘luit box. Fall of 3 ins. in 100 ft. toward one conduit box or both. A continuous 
fall toward one conduit box is preferable where the slope of the ground permits. 
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Pulling in the Cables.—In this operation special precautio1 
should be taken to avoid sharp bending of the cable and thu 
prevent injury to the lead sheathing. If the cable be ligh 
and of small diameter, the distance not over 300 feet, and the' 
run fairly straight, the cable can usually be 
pulled in by hand; but often other means must 
be provided so as to secure sufficient power. | 


/ 





-Fics. 6,024 and 6,025.—Hallett manhole skids and sheaves. These are for leading the 
pulling line from the mouth of duct out through the manhole to the capstan or winch. The 
skids have pinholes every 4 ins. from top to bottom so that sheaves can be placed at desired 
height to correspond to height of duct and top of manhole. They are made of channel 
iron, and are suitable for pulling in the heaviest cables. Standard length, 9 ft. 


Fic. 6,026.—Hallett cable reel 
wheels, This outfit is used on 
cable reels of whatever weight 
specified and is manipulated 
by hand or used as a trailer. 
It consists of steel wheels, 
shaft 6 ft. by 2}, ir. dia- 
meter adjustable tongue and 
reel guides. 
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Precautions should be taken, however, to avoid placing too great a 


“strain on the cables, as it is liable to injure them, and the injuries may not 
-show up immediately but may cause trouble later. The remedy is to 
ravoid placing the manholes too far apart, and to have the runs as straight as 
‘possible; also to properly test the conduits for continuity and smoothness 
‘before starting to install the cables. Enough slack should be left in each 
‘manhole to allow the cables to pass close to the side walls of the manhole, 
-and to have the centers free and accessible for a man to enter the manhole. 


Where there are a great number of cables in a manhole, shelves or other 


‘supports should be provided for holding the cables apart and in position. 
“Where two or more conductors are placed in the same duct, they should 

always be pulled : in at the same time, for otherwise the cables last pulled 
in are apt to injure those already installed. 


WN 


TEST QUESTIONS 


2 a) 
3: ie | 2d 


What are the three essential elements ee an ls 
ground system? 


. Give three general classes of underground systems. 


When cables are laid directly in the ground, what is 
depended upon for mechanical protection? 


Name two general classes of clay conduit. 
Describe a conduit transposition unit. 
What kind of conduit unit is used on curves? 


Describe the method of laying single duct vitrified clay 
conduit, also for laying multi-duct conduit. 


What is trough conduit and how is it laid? 
How are concrete conduits usually constructed? 
How are the ducts formed in wooden conduits? 


Name two types of wooden conduit, and describe 
them. 
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12. 


13. 
14. 
ioe 
16. 
17. 
18. 


19, 


20. 
21. 
Ze. 
23: 





In what lengths can the trough type of wooden condui 
be laid. | 

How are wrought iron or steel conduits made? 

Describe two methods of laying steel conduits. 

Is steel or wrought iron preferable? 

What may be said with respect to cast iron conduit 

Of what does a fibre conduit consist? 

Name three types of joint available for connectin; 
the lengths of fibre conduit. 

Describe the tier by tier method of laying fibre con 
duit. 

How is conduit laid by the built-up method? 

Describe the construction of manholes. 

Give methods of draining underground conduit. 

Describe in detail the pulling in of the cables. 
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CHAPTER 128 
Marine Wiring Practice 


The principles governing electric wiring on shipboard do not 
differ from the familiar principles for wiring homes, offices, fac- 
tories and stores. The conditions of use are different and the 
methods and materials used are adapted to meet them. Present 
practices have grown from past experiences to provide rugged 
equipment and ways of installing it that will give uninterrupted 
service. 





When laying out any kind of a boat or ship job it must be kept constantly 
in mind that a ship has few resources beyond the confines of its hull. It 1s 
therefore necessary that marine wiring be done with painstaking care. 


Electrical wiring on ships must be highly resistant to moisture 
and corrosion and be securely fastened to the ship. 


This applies to all the outboard or exposed portions of the vessel, to 
everything below the water line inside the vessel and to all spaces in the hold 
not occupied by de luxe living quarters where decoration considerations out- 
weigh the importance of strength. 


Wire for Marine Service.—The kind used is copper, tinned, 
extra heavy rubber insulated and covered with impregnated, 
waterproofed, cotton braid. For use in conduit the wire is 
much like New Code R. C. wire used on land and is handled in 
the same manner. Where wire may suffer from abrasion it is 
covered with a steel braiding for protection; steel braid covered 
wire is known as “‘basket weave’ cable. 


3,590 Marine Wiring Practice 





Wiring Methods.—All runs of any kind of wire must be con- 
tinuous between junction boxes. Where wood trim and deco- 
rative panelling is used the wires are protected by wood mould- 
ing, or concealed in grooves cut in the woodwork and covered 
by proper wood stripping. 

The outlet boxes used in exposed places are substantial cast boxes with 
watertight covers fitted with gaskets. The cables are brought into these 


boxes through simple stuffing boxes and switch stems are made watertight 
in the same manner. 


Receptacles are fitted with watertight screw covers over the outlets and 
attachment plugs have stuffing nuts which make watertight joints when 
they are in use. It is readily seen that marine wiring 1s the same as land 
wiring with additional means provided to meet the conditions of marine use. 


The living quarters of passenger ships are decorated and 
appointed much like good hotels. Wood plays a leading part 
in the scheme of things and the niceties of fine furnishings are 
displayed in all their luxurious glory.. The electrical fitments 
visible to the paying public are not different from the same 
devices used ashore. The sockets, switches, wall brackets and 
ceiling lights attract no curious attention. The wires are usu- 
ally concealed in wood moulding or conduit. 

The ingenuity of the marine architect in providing hidden passageways 
for wire calls for equal skill on the part of the cabinet maker and the elec- 


tricians who have wide opportunities to display nice workmanship in their 
consideration for the integrity of polished panels of rare woods. 


Wiring Devices.— The wiring devices used on board serve the 
same needs as elsewhere. Sockets of the familiar Edison base 
type hold ordinary electric lamps. Standard 110 volt current 
is used extensively for lighting the larger boats because lamps 
and other supplies for that voltage are most easily secured. On 
small pleasure yachts where storage batteries must be used, 
Space considerations limit the size of the battery and its voltage. 
Wherever possible 110 volt currrent should be used for lighting. 
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Receptacles for the use of portable appliances are not as widely employed 
as on shore but their use is growing and the modern passenger ships provide 
them. 


Switches are more widely used than on shore and for passenger quarters 
they are of the familiar flush type. 


Fuses are usually of the cartridge type; plug fuses are not extensively used. 
Fixtures, fans and other current consuming devices are fastened securely to 
bulkheads and overheads. 


The stud and hickey system in vogue ashore is not a satisfactory method 
of supporting fixtures on an active ship. 


Outboard and in exposed positions the demands of the service 
require special wiring devices. They must fit watertight boxes 
and permit operation from the outside. 


They rnust be very substantially made. There is little call for neatness 
and compactness of design in order to meet artistic approval; what is wanted 
is strength and wearing quality. 


Lamps are usually fitted with vaporproof globes and the sockets or recep- 
tacles used must be built accordingly. Switches and in this same class are 
key receptacles, must be capable of operation from outside so they are made 
with watertight handle stems. Receptacles are covered with tight caps and 
when in use a watertight cap encloses the plug and permits current to be 
taken out without letting water in. 


Joints in wire are made by twisting, soldering and taping but the use of 
terminal interconnection blocks simplifies the work. These blocks make 
alterations and additions much easier to accomplish and save enough labor 
to entirely offset their cost. In the foregoing paragraphs the conditions 
existing on steel vessels have been considered. 


The improvements in electric generating and storage equip- 
ment have made electric lighting available for small pleasure 
craft and though the voltage used on small boats is usually 
limited to 32 or less by battery space considerations, the wiring 
is done in much the same manner as on the larger ships. 


Such wiring as is exposed to wear and weather should be in basket-weave 
cable or enclosed in conduit. Boxes should be watertight. Every precau- 
tion should be taken to prevent loss of service due to wear and tear. 
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Inside the hull lead covered cable is extensively used and wood moulding 
provides the conduit for wires in the finished parts of the craft. 


Where low voltages are used the sizes of wires must be increased to carry 
the current without serious drop. This is particularly necessary when lamps 
of large wattage are used. 


The subject of electric wiring on boats has been most carefully covered 
by the marine engineering profession and complete rules and regulations 
applying to marine wiring will be found in “‘Marine Rules” published by 
the American Institute of Electrical Engineers. 


TEST QUESTIONS 


What are the conditions governing wiring on ship- 
board? 


What special qualification must the wiring possess? 
What kind of wire is used for marine service? 


. Give the details of the wiring methods used. 


What kind of wiring devices are used? 
What voltages are used? 
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CHAPTER 129 


Cable Jointing 


As explained in Chapter 104, the author objects to the gen- 
rally accepted use of the terms joits and splices, and 
.ccordingly, this Chapter is called Cable Jointing and not 
Sable Splicing. The student of cable jointing will find that 
here are numerous types of joint met with in practice. These 
various joints may be classified 


1. With respect to voltage 


. 100 to 240 

. 2,300 to 3,000 
. 7,800 to 13,800 
. 27,000 

. 45,000 

. 132,000 


“+ %& Q& 2 GQ 


2. With respect to insulation 


a. Cotton tape 
b. Rubber 

c. Cambric 

d. Paper 
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CONDUCELL JOINT 
3 CONDUCTOR TO 3 SINGLES 
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Fics. 6,027 to 6,036.—13,800 to 27,000 volt Conducell joint three conductor to three singles. 
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(3. With respect to conductors 


a. Single 
b. Duplex 
- ¢. Three conductor 
d. Four conductor 
etc. 


| Lead work forms an important part of the operations of cable 
‘inting and asa preliminary the student should study soldering 
-11ts various branches and joint wiping. 


Before attempting to wipe a sleeve | joint on a cable, the student 
a should practice wiping a joint on an ordinary lead pipe. In addition to the 





fF 1G. 6,037.—Method of wiping a horizontal joint.. The cloth used for wiping is a pad of mole- 
skin or fustian about four inches square made from a piece twelve inches by nine, folded six 
times, and sewed to keep it from opening; the side next the pipe is saturated with hot tal- 
low when used. If the lead has been brought to the heat of theesolder, and the latter proper- 
ly manipulated and shaped while in a semi-fluid or plastic condition, the joint gradually 
assumes the finished egg shaped appearance. In making the joint a quantity of solder 1s 
taken from the pot by means of the ladle, the solder being previously heated so hot that the 
hand can be kept within two inches of its surface. The solder is poured lightly on the joint, 
the ladle being moved backwards and forwards, so that too much solder is not put in one 
place. The solder is also poured an inch or two on the soiling, to make the pipe of proper 
temperature. Naturally the further the heat is run or taken along the pipe, the better the 
chance of making the joint. The operator keeps pouring and with the left hand holds the 
cloth to catch the solder, and also to cause the same to tin the lower side of the pipe, and 
to keep the solder fron dropping down. By the process of steady pouring the solder now 
becomes nice and soft and begins to feel shaped, firm and bulky. When in this shape and 
in a semi-fluid condition the ladle is put,down, and, with the left hand, the operation of 
wiping, as illustrated, is begun working from the soiling toward the top of the bulb. If the 

* lead cool rapidly, it is reheatéd to a plastic condition by a torch, or a heated iron. When the 
joint is completed, it is cooled with a water spray, so that the lead shall not have time to 
alter its shape. 
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instructions given in this chapter on lead work, a study of this subject: a: . 
given in volume No. 1 of the author’s Plumbers and Steam Fitters Guides i: 
recommended. 


The operations to be performed in wiping the various types 
of joint are in general very much the same, differing chiefly in. 
the proportions of the joint, kind and quantity of material to 
be used, etc. 

Detailed instructions will now be given for wiping joints on 
type cables largely used. 

Jointing 13,800 Volt, 3 Conductor Cable.—This cable takes a 
514 X22 lead sleeve and 350,000 cm. connector. The cable is 
paper insulated; conductors 7x7 insulation. Straight joint. 
The following materials are used: 


1 lead sleeve O14” 4.d. Ye". wail 22” — 
1 Conducell No. 253. . 
3 350,000 cm. copper sleeve connectors. 
108 yards 810 mils black varnished cambric tape. - 
6 Ibs. wiping solder (40 tin 60 lead). 
121% lbs. Condulatum. 
2 oz. waste ends. 
1 oz. Stearine flux. 
15 ins. Melrose cord. 
1 yard 14” white tape. 
1 sheet 00 emery cloth. 
7 paper pasters. 


Instructions will now be given for performing the various 
operations in jointing. 


Training.—The term ‘“‘training”’ indicates the shaping of the 
two cables where they project into the manhole so that they will 
follow the contour of the walls and come together at the point 
where they are to be joined, with their ends overlapping. 
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In training, care should be taken to handle the cables so as not 
to give them any sharp bend. The cable should be supported 
by brackets or hangers. 


Cutting Cable Ends.—Mark the two overlapping cables at the 
point where they are to be joined, and take the precaution to cut 


“Sy PAPER GUIDE 





Fic. 6,040.—Paper guide for cutting off cable ‘‘square.’’ The beginner should wrap a paper 
guide around the cable at the point where it is to be cut, as shown, which will serve as a guide 
for the hack saw 


them square with a hack saw. They should be so cut that the 
ends which are to be joined butt up against each other, that 1s, 
no space between as in fig. 6,038. 

To facilitate cutting off cable square, wrap paper guide 
around the cable as in fig. 6,040. 


Ringing.—Mark with a knife the point where the lead sheath 
is to be removed on each cable, this will be 91% ins. from the 
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nN \ a, CHIPPING KNIFE 


Fic. 6,041.—Ringing operation. After cable has been trained on racks measure back 91% ins. 
from cut and ring lead sheath with a chipping knife and hammer as shown. 


SECTION OF SHEATH 
TO BE REMOVED 


SCRAPE BACK 3 INS 


RINGING 


we 


Fic. 6,042.—Scraping operation. The lead sheath should be scraped back 3 ins. from the point 
of ringing, asshown. After scraping rub the scraped part with Stearine flux. 
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point where the cable was cut. This 9% ins. is the length of 
lead sheath to be removed. Ring each cable sheath along the 
circumferential marks with a chipping knife, as shown in fig. 
6,041. Scrape the lead sheath of each cable three inches back 
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Fic. 6,043.—Splitting operation. The lead sheath must be removed from the end of the cable 
to the point of ringing. It is first split by chipping with a chipping knife as shown. After the 
sheath has been split it is easily twisted off with the aid of a pair of pliers. 


from the point of ringing, as in fig. 6,042. After scraping, rub 
the scraped part with flux (Stearine). : 


Removing the Sheath.—From the end of the cable to the 
point of ringing, the lead sheath should be split with a chipping 
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‘knife as shown in fig. 6,043, after which it can be easily re- 
ymoved. Note the angle at which the chipping knife is held in 
tsplitting. Be careful not to damage the insulation in clipping. 


_Belling.—The term “bell’’ means to flare out. The end of the 
3lead sheath is now belled, as shown in fig. 6,044, using a blunt 





BELLING 


Fics. 6,044 and 6,045.—Belling operation and belling tool. The end of the lead sheath is 
flared out by using the belling tool, fig. 6,045 as shown in fig. 6,044. Flare out the sheath 
about 14 in. 


nosed tool of hard wood or fibre, such as shown in fig. 6,045. 
In performing this operation, care should be taken not to cut the 
insulation. 


Removing Insulation and Shaping.—Remove the overall or 
belt insulation to a point 1 in. from bell, that 1s, the edge of the 
lead sheath, as shown in fig. 6,047. 

Next, cut the jute fillers at a point close to the end of the belt 
insulation, as shown in fig. 6,048. 
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-TOOL FOR ALIGNING 
CABLE 
OR 
BENDING STICK 


Fic. 6,046.—Bending stick 
or tool for aligning cable. 
In bending avoid sharp 
bends to guard against 
breaking the insulation. 





SPLIT INSULATION 
ALONG LINE OF. FILLER ° 


Fic. 6,047.—Removing belt insulation. The belt insulation must be removed from the end of 
the cable to within a distance of 1 in. from the bell. In doing this be careful not toinjure the 
insulation over each conductor. In removing the belt insulation first wrap twine around the 
insulation extending 1 in. from sheath; this is to prevent the insulation unraveling. The 
illustration shows the various operations. 
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FILLER 


BELT INSULATION 


INSULATED 
CONDUCTORS 


Fic. 6,048.—Cutting the fillers. This cable has four fillers and all of them should be cut close 
to the end of the inch margin of belt insulation left around the insulated conductors. 


CAMBRIG WRAPPING TO 
PROTECT INSULATION 













a 


SPREAD OUT CONDUCTORS 


Fic. 6,049.—Spreading operation. Before spreading out the three conductors, wrap each with 
cambric tape as shown to prevent injuring the insulatior. Do not spread out conductors 
more than necessary, and thus avoid chance of breaking the mill insulation at crutch. 
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At this stage, the lead sleeve and mica tube of the Conducell should be 
slipped on the cable so that when the conductors have been joined and insu- 
lated, it may be slid into place over the joint preparatory to wiping. 






FIBRE 
SPREADER 


FIBRE SPREADER 
7 ee i 
eS Sy / 


Fics..6,050 and 6,051.—Insertion of spreader and shaping. After the conductors have been 
spread out to the desired extent, they are held apart by means of a spreader or fibre block, as 
shown in detail in fig. 6,051. After inserting the spreader, the conductors are shaped or 
slightly bent inward by means of the bender tube, as shown. 





Fic. 6,052.—Removing half of insulation from conductors with insulation cutter. Measure 
back 1 34 ins. from end of conductor and cut off half of the insulation. The reason for remov- 
ing only half of the insulation 1s explained in fig. 6,053. 
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_ Betore slipping on the lead sleeve, rasp both ends to give a clean bright 

surface and candle. The conductors should now be shaped and retained so 

by the use of a spreader or separator as shown in figs. 6,050, 6,051 and 

— ; bel insulation being protected by wrapping each conductor as in 
g.6,049. 


Since the conductors with insulation are pretty stiff, they are conveniently 
bent in the desired position by the use of a fibre tube, shown in fig. 6,050, 
previously inserting spaces and wrapping conductors with protective tape. 


Some of the accompanying illustrations show only 
me conductor; this is to bring out more clearly some 
f the operations preparatory to sweating. 


NY 
KN 







HALF OF 
INSULATION 
REMOVED 





0 
Ms e 


SPECIAL PLIERS 


71G. 6,053.—Rounding or shaping conductor strands. It will be noticed that the conductor 
stranding is of sector form, and this must be brought to circular form so that the connector 
can later be properly put on. The operation is easily done by means of the special claw plier 
tool here shown, although ordinary gas pliers are generally used. The belt of insulation left 
over the conductor protects the strands from the teeth of the pliers. After shaping, this 
insulation is removed exposing the conductor. 


Rounding.—Measure off 134 ins. from end of conductors and 
cut off half of the insulation with an insulation cutter, as shown 
in fig. 6,052. The conductor strands should be shaped to the 
form of a circle, that is rounded, by the use of gas pliers, or 
the special wrench shown in fig. 6,053. 
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Y} GAS PLIERS 
CONNECTOR , y 
i Wea? 


‘IG. 6,055.—Placing connector over conductors. Put each pair of butting conductors in line. 
‘. Open up the connector so it can be placed around the conductors and then squeeze up with 
!: pliers so that it tightly grips the conductors. It should be so placed that the conductors 
‘ come together at the middle point of the connector. In using the pliers on the connector, 
', wrap some cloth around the connector to protect it from the teeth of the pliers. 


CONNECTOR 


BEDDING 
TOOTH 





rat AT 


esa \ 


‘PROJECTING 
STRAND 








Fic. 6,056.—Special ‘‘bedding”’ pliers. This convenient tool is easily made from ordinary pliers 
by filing the jaw to the shape shown. In attaching the connector, sometimes one or more 
strands may be pushed up so that the connector cannot be squeezed together. Any strand 
is easily embedded by means of the pliers, as shown. 


3,608. Cable Jointing 


—_—_— Fh OOO nn 


The edge of the insulation on conductors should be wrapped tightly with 
cotton tape as shown tn fig. 6,057 and tied in place to protect the insulatiog 
from charring during the sweating operation, and to prevent the soldet 
running under the insulation. Remove tape after sweating. : 


Flux the joints to be sweated with Stearine or a solution of rosin and 
alcohol. 


In sweating the joint, thoroughly saturate by repeated pour- 
ings of the hot solder as in fig. 6,058, using fresh solder from the 


ane 






COTTON 





JOINT 





Fic. 6,057.—Preparing a joint for sweating. Wrap cotton tape around conductors at A and B, 
to prevent solder running beyond these points during the sweating operation. This tape thus 
defines the limit of the joint proper, that is to say, the soldered portion. Jt should he 
noticed that in this and several other tllustrattons only one conductor ts shown, tn order to 
show the parts larger and more plainly. 


pot for each pouring. To “build up” pour the same solder, from 
ladle to ladle, two or three times until the temperature is 
sufficiently lowered for the solder to become plastic. After the 
joint has been properly built up, smooth the surface by wiping 
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with a piece of melrose cord, as in fig. 6,060. The appearance of 
these joints at this stage is shown in fig. 6,059. 


After wiping with Melrose cord, make a final finish with emery cloth, 
and thoroughly clean the parts of emery dust. The other two joints should 
be sweated in a similar manner. 


MY 


MELROSE -CORD 





PLASTIC SOLDER X 


Fic. 6,060.—Use of Melrose cord in cleaning off sweat. Owing to the proximity of the other 
conductors, a joint cannot be sweated with the ordinary cloth,.and accordingly a piéce of 
Melrose cord is used instead, as shown. Fig. 6,058 clearly shows the difficulty in using a 
cloth in sweating on account of the nearness of the other conductors. 


After the-three joints have been sweated and cleaned as just described, 
remove the;cotton tape which was placed over the edge of the insulation and, 
also the protective tape wrapping shown in fig’?"6,059. : 
rae | x an <> as ; 


Penciling.—The insulation around each conductor should .be 
“penciled” ba¢k.1 in. This is done much in the same way as 
sharpening a lead pencil. It is important that the penciling be 
smooth and even. : 


Cable Jointing 3,611 


Use a very sharp knife or special tool in penciling the insulation, and be 
careful not to nick the conductors. The operation of penciling is shown in 
fig. 6,061 and the appearance of the penciled joints in fig. 6,059. 







“Ulffsr-r-r<* 


CONNECTOR 


INSULATION 


[INCH 


Fic. 6,061.—Penciling operation. The conductor insula- 
tion should be tapered at the end 1 in. This is done with 
a sharp knife in much the same way as sharpening a lead 
pencil. In tapering the insulation down to the conductor 
care should be taken not to nick any of the strands. 


Boiling Out.—The joints should now be boiled out with hot 
condulatum 240° Fahr. using a dipper. Condulatum is a by- 
product of petroleum. After boiling out, paint with hot 
condulatum. 
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Insulating.—The joints should now be insulated by wrapping 
-hem with cambric tape and painting each layer with hot con- 
dulatum as shown in figs. 6,062 and 6,063. Build up the tap- 
ing 13 over the connector and extending 1 in. back of the 
penciling. 5, 





Fics. 6,064 to 6,068.—Conducell insulating and spacing unit showing parts and assembly. 
The unit consists of three inner separating pieces, fig. B, held in position by two spacin 
rings figs. C and E, and asleeve, fig. A. The assembly is shown in fig. D. ; 


Assembling the Conducell.—The Conducell for a three con- 
ductor cable consists of an outer seamless tube, as shown in fig. 
6,064, three similarly formed curved inner separating pieces, 
shown in fig. 6,065, and two end spacing rings, shown in 
figs. 6,066 and 6,068, the assembly being shown in fig. 6,067. 
This assembly forms three separate cells for the conductors, the 
parts being interlocked among themselves. The operations of 
assembling the Conducell over the conductors are shown in figs. 
6,069 to 6,071. 
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Fic. 6,072.—Cut 
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SECONDARY HALF DUPLEX JOINTS 





STEP NO S$ 


gee ree “=e « : Re ee ee 27: 
ee i WHITE COTTON TAPE 
rh scmemcctiomans 1 gegen 2 







BOILED OUT IN CONDULINE, THICKNESS TO BE 
EQUAL TO INSULATION OF CABLE PLUS 
THICKNESS OF LEAD ARMOR. 
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Fics. 6,073 to 6,079.—Secondary half duplex joint. 
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‘SCRARE BACK 
3 INS. 






SECTION OF SHEATH 
O BE REMOVED 























1G. 6,080.—Scraping lead sheath on cables after they have been cut, aligned and marked, 


HOLD CHIPPING KNIFE AT ANGLE 
SO AS NOT TO CUT INSULATION 
\ 





—— CHIPPING 
KNIFE 





Frcs. 6,081 and 6,082.—Chipping operation showing method of holding cable on the knee and 
_in detail the proper angle at which to hold the chipping knife (fig. 6,082). 


Cable Jointing 


3,618 


Se eT ee 


Ta  —— *S¥xBa] Joy 389} 07 JoyeM Advos Ajddy *esnes pue dumd 
O11} & Y}IM ainssaid Ie °sqy GT 0} JUIOl 4S9} DAVIS 9Y} SUIdIM I9IJY—"jUIOF ZsuSa], 


*yulof 94} I9AO S$} BAVo]S 94} MOY MOUS 0} ABME ND ZuTeq jUIOf 
3[qvd 10JONPUOD 91} paya[duioo 9} JO soueivadde smous Z/0‘9 “Sly “poeqliosep J9ze] ‘yuIof xajdnp jyey 
9} Joy YyVsUs] 3e pouteldxa ore Suidim pue uor}sod 19do1d 9Y} Ul VAQeIS 94} SsuloLid jo suor}e1ado sy 


-yulof podim & Y}IM a[qQed ay} JO Y}eIYS Pea] 9Y} 0} Palepyos 
9q P[Noys sAdeJS 94} JO Spusa yJOq = *zUIOd Jedoid 94} 0} SUICIM 9Y} DUTUOS 0} JepiO Ul 
‘QAd9]S 94} UO puke 9IqGed UO VpIM ‘sUI ¢ JnNOGe Joded powumMs Ajddy ‘sIqed 94} I3dAO 
J 0} UMOP PU 94} SSeIpP PUL UOT}ISOd OJUI DAVIS Pee] 94} AIG — dAvaJg 9q} SuIdIM 


-91qe9 UO papealy} dAdIIS Os]e ‘UOT}ISOd UI pue {ND Spud Y}IM 9[qGed Jo adueIVsddy “7 2uI0f a1qn2d xajdnp JjvDH— €80'9 ‘I14 





Cable Jointing 3,619 





Filling Joint with Compound.—After the joint has been com- 
eted and tested it should be filled through the filling nipple 
ith compound heated to a temperature of 240° Fahr. 


In doing this, tilt the joint so that the filling hole will be slightly above 
. the level of the other hole. The compound to be poured through the filling 
_ hole until the joint is filled, and about one gallon of hot compound should 


PEEL OFF LEAD SHEATH 
WITH PLIERS 





‘IG. 6,0 
- be removed is easily twisted off with the aid of a pair of pliers. 


~ REMOVE 
~~ INSULATION 
\ 14 IN. 









ONDUCTORS SKINNED 
BACK 14 1NS 








Fic. 6,085.—Removing insulation. If the stranding be of circular cross section,.all the insula- 
tion is removed at once, but when of the oval form with paper insulation only half should 
be removed at first so that the shaping operation may be performed without injuring the 
strands, as fully explained in fig. 6,053. a caer 
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After the compound has settled give the joint a final fill, close the 
filling nipple. Be sure the two holes are tightly closed; clean the gummed 
paper from the lead and do not disturb the joint after this is done. 
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Fic. 6,088.—Method of squeezing on collar with aid of long arm pliers. Note that both hands 
are used in this operation. 
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Fic. 6,089.—Collar in Boaition joining the. third ConeuetoE with the two conductors joined by 
the connector. 
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Appearance of joint after sweating connector and collar. Note the two cables at 
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left held firmly together by friction tape. 
Precautions.— It 
like manner, care being 


material used in making the splice is kept in a 


Fic. 6,091 .— Half duplex cable joint 4. Appearance of 
and left exposed to 


Fic. 6,090.—Half duplex cable 
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| 110 to 240 Volt Half Duplex Joint.—The cable here used has 
ye following specifications: 200,000 cm.; 3 rubber and takes a 
4x7 sleeve. Many of the operations performed in making 
“us joint are made in the same way as for the three conductor 
able, and accordingly need little or no further explanation. 

After training and cutting off the cables, they are marked 
nd scraped as in fig. 6,080. 

Next the lead sheath 1s removed as in figs. 6,081 and 6,082. 
n fig. 6,082, note that the clipping knife should be held at an 
cute angle to avoid cutting the insulation. _ | 

Fig. 6,084 shows the method of twisting off the lead sheath 
‘vith pair of pliers. 
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Fics. 6,092 to 6,094.—Method of centering sleeve over joint. Slide sleeve till its end is line 
and line with the end of the lead sheath as at H, and mark position with scriber as at L, fig. 
6,092. Nextslide sleeve to left beyond end of sheath and divide the distance between end of 
sheath (indicated by line D), and position L, in half as indicated by the line F; slide sleeve 
back to this position. It now overlaps the cables equally at each end, as in fig. 6,094. 
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Remove conductor insulation back a distance of 114 in. a3 i 


fig. 6,085. 


if 


wah 


‘Now in the half duplex cable a connector and also a collar ate 
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Fics. 6,095 and 6,096.—Fitting butterfly or filler piece to close up opening at sleeve end.-The| 
butterfly should be shaped to fit the sleeve using a rectangular dresser and hammer, as in! 


fig.6,095. The shaping of the other end is easily done with a dresser. 


FILLING HOLE COVER 
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GUMMED PAPER 


Fic. 6,097 .—Application of ‘‘paper pasters”’ to limit the flow of solder in making the wiped 
joints. These paper pasters are more conveniently applied than the old time ‘‘soil’’ used by 
plumbers for the same purpose.’ Any paper with gum on one side wi!! do. 
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3,630 Cable Jointing 


TEST QUESTIONS 


. Give a classification of various cable joints. 
. What preliminary knowledge should the student have 


before taking up cable jointing? 


. Explain in great detail the method of jointing a 13,800 


volt, 3 conductor cable. 


. What precaution should be taken when bending 


cables? 


. Why are the three insulated conductors wrapped with 


cambric tape? 


. What kind of flux is used on a joint to be sweated? 

. Why is a Melrose cord used in wiping a joint? 

. What precaution should be taken in penciling? 

. Explain in great detail the method of jointing a sec- 


ondary half duplex cable. 


. What tool is used in scraping the. ends of a Sleeve? 
. What fitting is used to joint the second cable at the 


duplex end? 


. What is understood by the expression “line and line?” 


What is the object of the butterfly piece fitted to 


sleeve? 


. How is the sleeve sealed after filling? 


The Author ts indebted to the United Electric Light and 


Power Co. of New York for considerable assistance in the 
preparation of this Chapter. 
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Audel’s Carpenters 
NEW TRADE INFORMATION 
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-50 per Vol—Complete Set $ 


1600 Pages—3700 Trade Illustrations 


POCKET SIZE—FLEXIBLE COVERS 
Beautifully Bound With Gilt Edges — Easy to Read — Easy to Apply 








= 


If you wish to learn from the experience of success- 
ful Carpenters and Builders. 


If you wish to work with less effort and greater 
cficiency. 


If you wish to eliminate mistakes. 

If you wish to solve trade problems. 

If you wish to know labor saving devices. 

If you wish to be familiar with valuable new ideas 
methods, plans, short cuts or trade practice. 


If you wish to have complete, accurate information 
at your finger tips. 


» 
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ana Builders Guides 





ANSWERS YOUR QUESTIONS 


Guide No. 1—Over 431 pages—1200 Illustrations—Few of the ime 


portant features: 


—How to know the different kinds 
of wood. 

—How to use the differént kinds 
of wood. 

—Complete ‘detailed information 
on nails and screws. 

—How to use carpenter’s tools. 

-—How circular and band saws are 
‘handled. 

—How to use the steel square. 

— How to sharpen tools. 

—How to file and set saws. 

~—How to make wood joints. 

-—Complete information regarding 
joints and joinery. 


—How to build furniture. 

—How to make a tool box. 

—TlIlow to make a work bench. 

—How tomake “horses” or trestles 

—-llow to make a mitre box. 

—Ilow to make a mitre shcoting 
board. 

—How to plumb and level work. 

—Hiow to use the chalk line. 

—How to lay out work. 

—How to userules and scales. 

—How to use vises and clamps. 

— How to use all of the carpenter’s 
tools, with over 900 illustrations 
showing specifically how. 


Gulde No. 2— Over 455 pages—400 illustrations—some of the pig 


features. 


—How to understand carpenter’s 
arithmetic. 
— How to understand geometry. 


— How to understand trigonome= 


try. 
—How mathematics is simplified 
for carpenters. 
= ow to Solve mensuration prob-~ 
ems. 
-—Ilow to estimate the strength of 
timbers. 


-—How to proportion beams. : 

— How to use drawing instruments 

—How to make architectural 
drawings. 

—How to read plans. 

—How to survey. 

—-How to draw up specifications.: 

—wiow to estimate tbe cost of 
buildings. 

—How to build houses, barns, 
garages, bungalows. etc. 


Guide No. 3—Over 255 "pages—400 illustrations—some oft the 


Principal subjects cavered: 


—How toexcavate foundations. 
—How to build foundations. 
—H ow te make foundations water 
TOO 
: ioe to erect post foundations. 
— How to build forms for concrete 
foundations. 
—How to proportion foundation 
footings. 
—How to frame houses. 
—How to set girders and sills. | 
—How to construct built-up sills. 
—How to frame Joists. . 
~ joist to allow for variation of 
oists. 
ow to construct a well hole. 
—How to frame a studding. 
.e How to frame corner posts. 


~ How to lay out and cut braces. . 


—How to attach lath to corner 
posts. 

—How to frame temporary aud 
permanent braces. 

—How to frame girtsandribbands 

—How to set window frames. | 

-—How to frame braces and partl- 
tions. 

—Iiow to distinguish various 
types of roofs. 

—lIiow to distinguish varlous 
rafters. 

—lHow to use the settings 12. 13 
and 17 on the steel square. 

— How. to lay out mitre cuts. 

—How to use tangents, and ful} 
detailed information covering 
sky lights, scaffold and hoisting 
apparatus. 


Guide No 4—Over 443 pages—400 iilustrations—some of the 


salient points covered. 


— How to put on wood, fibre and 
metal shingles. 
.—How to lay gravel roofs. 
— How to lay tin roofs. 
— How to hang doors. 
—How to frame windows. 
— How to put on sheathing, 
. m-How to put on sid pee 
|. —Hlow to put on exterior trim, . 
—How to ae cornice work. 


}. 


—How to bulid stairs. 

—How vo lath. . 

—How to lay floors. - 

— How co pul on interior trim. 

-——How to put un locks and 1 otheg 
fittings. 


—How to pent. 


— How. to give first ald to the ite 
Ba ,» and many: other | im pOpe 
t. and useful “Hows.” 






& STEAM FITTERS 


A Practical Trade Assistant 


AUDELS PLUMBERS AND STEAM- 
FITTERS GUIDES (4 Vols. $6) ASK 


A new set—just out! A practical, fully illus- 
trated Trade Assistant for Master Plumbers, Jour- THE 
neymen and Apprentice Steamfitters—Gas Fitters 
and Helpers, Sheet Metal Workers, Draughtsmen, GUIDE 
Master Builders, Engineers and all Building Trade }__. 
Students. : With an Audel 

This valuable set of Hand Guides explains in | Guide the right 
practical concise language and well-done illustra- answer to every 
tions all the principles; advances and short cuts of : 
the Plumbing and Heating trade—based on mod- }P! oblem is at 
ern practice. It includes careful detailed instruc- [your finger tips. 
tions on how to figure and calculate various jobs. 


AUDELS PLUMBERS AND STEAMFITTERS GUIDES 
4 VOLS. $6 — $1 A MONTH — FREE EXAMINATION 


Audels Plumbers and Steam Fitters Guides have about 1,670 
pages—3,642 trade illustrations. Pocket, size, flexible covers, gold 
edges, clear type, strong whit® paper, giving you all the knowledge of 
the trade with the latest advancements from the practical exnerience 
of successful Plumbers and Steamfitters. With the quick reference 
they save time and money for the Master worker; comprising also s 
complete Trade course for the Apprentice. Price, per volume, if 
ordered separately, $1.50. g S 
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VOL. P al \v) Q COMPLETE 
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AUDELS PLUMBERS & STEAMFITTERS GUIDES 





Mathematics—symbols, defini- 
tions, arithmetic, mensuration, 
trigonometry, tables. 


Physics—measuring devices, spe- 
cific gravity, pressure, expan- 
sion, hydraulics, steam pumps, 
principles. 

Materials—iron, steel, copper, 
brass, lead, tin, antimony, bis- 
muth, zinc, refining asphaltum, 
tests. 


Sheet Metal—gauges, lead, sheet 


374 pages — 716 diagrams. A few of the 
important subjects covered: 


Pipe—wroughtiron, steel welded, 
standard threads, tests, tubes. 


Tools—square, level, plumb bob, 


scriber, caulking, tap borer, 
pipe threading, soldering, 
torches, fire pots, etc. 

Soldering—solders, soft solder- 
ing, tinning. 

Joint Wiping—preparinug joint, 
wiping, judging solder, propor- 
tioning. 

Bending—distortion, tools used 
hot and cold bends. 





tin, tin plate, galvanized sheet | Beating—lead flashing, gutter 
metals, sheet brass, bronze. corners, etc. 
496 pages — 1,126 diagrams. A few of the 


Sanitation—cold water supply, 
street pressure, syphonage, 
storage tanks, air pockets, cir- 
culation, etc. 

House Drainage—sewer, drain, 
stacks, safes, traps, venting. 
Sewage Disposal—purification 
methods, cesspools, septictanks, 

filter beds, disposal. 

Fixtures—bath room, lavatory, 
shower, urinal, kitchen fixtures, 
faucet connections, storage 
tank connections. 


important subjects covered: 


Pipe Fittings — specifications, 
hubs, spigots, laying length, 
properties of cast soil fitting. 

Roughing In—layout for work, 
drainage, piping methods, 
roughing in with special fittings. 

Accessories—valves, cocks, fau- 
cets, valve grinding, floats, 
flushing, reducing, rubber ac- 
cessories, tubing, thread fitting. 

Soil Pipe—Bell and spigot joints, 
packing, caulking, wrought 
pipe, tools. 





GUIDE NO. 3 


Screwed Pipe Fittings—dimen- 
sions, forged steel, malleable 
brass, bends, elbows, Joints, 
unions, flanges. 

Drainage Fittings — recessed 
joints, properties of. 

Pipe Fit tings—threading offsets, 
elbow constants, pipe bending, 
assembling, examples. 

Heating and Ventilation — 
steam, low pressure, vapor sys- 
tems, vacuum, exhaust heating, 
hot ‘water, accelerated and nat- 
ural cireulation, one pipe cir- 
cuits, furnaces, greenhouses. 


400 pages —-900 diagrams. 
GUIDE a important subjects covered : 


Sheet Metal Work—geometry, 
drawing inethods, problems, 
patterns, boiler problems, mi- 
tering, bench machines, specia | 
machines, wiring, burring, edg- 
ing, tucking. : 

Brazing—Heating methods in 
brazing, bragng of copper, lead 
burning. 


400 pages — 900 diagrams. A few of the 
important subjects covered: 


Refrigeration—methods, ammo- 
nia compression, operating in- 
structions, management of ma- 
chines, sulphurous acid various 
methods. 


Water Supply —cold water, 
wells, city main, pumps, piping 
methods, hot water supply, 
tanks, repairs. 


Gas and Gas Fitting—produc- 
ers, how to read a meter, illumi- 
Nation, fittings, pressure and 
flow, underwriters require- 
ments. 


A few of the’ 


Welding — oxidation of iron, 
fluxes, various welds, welding 
methods, blow pipe welding, 
thermit welding. 

Blacksmithing—Forges, tools, 
forge firing, how to judge the 
heat, fluxes, anvil work, form- 
ing, welding, swedging, punch- 
ing, tempering. 
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